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A DEPARTMENT OF HEALTH AT 
WASHINGTON. 





HAT we need the conservation of human 

health as well as the conservation of live 

stock and forests is an idea which is begin- 

ning to filter into the gray matter of the statesmen 
who dignify and adorn the nation’s capital. 

For generations the estimable gentlemen, who 
have gone to Washington to look after the inter- 
ests of their constituents, have made the halls of 
state ring with their eloquence. The flowery charm 
of their oratorical flights has on many occasions 
evoked the admiration of visiting domestic tour- 
ists, who have secured seats in the senatorial and 
congressional galleries. 

But once in a while, some staid, sober-minded 
and studious visitor would be inquisitive enough to 
nudge the man sitting next to him and ask for a 
point of information. The studious man would 
Say: 

‘‘| beg your pardon, sir, but can you tell me what 
all this vocal fireworks is about? Senator 
has talked now for one solid hour, and I'll be 
blessed if he has said anything that appeals to me 
as a citizen. Too bad that he should waste the 
sweetness of his oratory on the desert air. Too 


bad.” ; 





“Well, sir, half a moment,” replies the man who 
was nudged. ‘Senator will get ‘down to 
earth, very soon now. Just be patient. He is 





going to convince the senators that the government 
should appropriate a hundred thousand dollars for 
the damming of Fisk Creek or perhaps for scientific 
research into the life and habits of mocking birds 
and spotted butterflies—the data on same to be 
placed in the archives of the Library of Congress.” 

‘Is it conceivable that the time of this august 
body of statesmen is largely taken up by grandilo- 
quent talks in behalf of creeks and winged life, 
when there is today a need for governmental co- 
operation in the conservation of the health of the 
nation through popular education along sanitary 
lines?" 

For years master plumbers, sanitary engineers and 
health officers have advocated that the government 
should enter enthusiastically into an educational 
campaign to reduce the annual death rate through 
such avoidable diseases, as for instance, those that 
originate from bad plumbing, contaminated water 
supplies and germ-breeding out-houses. Educational 
work of this kind is now left to municipalities, and 
while some local authorities are models of efficiency 
in this respect, others show a deplorable spirit of 
laxity and incompetence. 

A department of health at the national capital 
could furnish educational data either to health 
boards or to the people direct, just as the depart- 
ment of agriculture is now distributing valuable 
educational literature among the public on the im- 
provement of farm, garden and live-stock products. 

The department of agriculture is today a perma- 
nent institution. It was established to promote the 
science of agriculture. That the department is ex- 
tending valuable service to the farmer and cattle 
raiser in assisting them to secure richer results from 
the soil can hardly be gainsaid. 

It appears, however, that Uncle Sam, has absent- 
mindedly forgotten about the health interests of 
his millions of sons and daughters. He has appar- 
ently over-looked the fact that health is wealth, and 
that the richest asset of a nation is its robust man- 
hood and womanhood which is the result of whole- 
some and sanitary environments. 




























































Modern Practice in Heating and Ventilation 


XX.—Vacuum Heating as Applied to Mechanical Systems, 


Non-Mechanical 


Systems 


By ALFRED G. 


HE use of the word 
vacuum in 
with a heating appara- 

tus means the removal of the 


atmosphere 


connection 


pressure of the 


from the system and the cir- 
culation of steam or vapor at 
212 
mospheric pressure. 

To the 


perhaps 


or below degrees, or at- 


average fitter, until 
recently, the 
term little 
understood notwithstanding the 
fact that the 


well as numerous text books on 


quite 


vacuum has been 


trade 


press, as 


heating, have contained many 





articles and pages explanatory 

King. of the many 
years after vacuum heating was 
this method was stunted or held 


lor 


Alfred G. 


subject. 


introduced the growth of 
back, due largely to ignorance of the principles employed. 

When the subject of vacuum heating was mentioned, the 
To him, at 
occult 


fitter, without investigation, would condemn it. 


this period, there seemed something mysterious or 


about the operation of the system. 
A vacuum, as we have come to know, is a space absolutely 


empty or void of matter or, as applied to a heating ap- 


—ae 


paratus, a system which is entircly free of air. 

Air and the pressure of the atmosphere have been the 
stumbling blocks of many fitters and have caused many 
of the failures of 


Sut litthe more than twenty-five years ago several sys- 


heating systems. 

tems of circulating steam at or below the pressure of the 
atmosphere were introduced in the United States by the 
use of which the exhaust from engines and pumps could 
be circulated through a heating system with little or no 
back pressure. and 
efficient for the reason that all air having been removed 
from the radiators or coils, their entire surface was avail- 
able as radiation, and therefore would give better service 
than when partially filled with air; the water of 
condensation was automatically removed with the air, the 
water being returned to the boiler at a high temperature, 
thus effecting a considerable saving in fuel. 

Among the first systems to be put to general use were 
the Paul system, Webster system, and the system pat- 
ented by N. P. Williams. The latter was probably the 
first vacuum system to be introduced, but it was quickly 
followed by those of Paul and Webster. 

It is not our purpose to illustrate or 
of these systems, which are today well known among 
heating men, but we wish to call attention to the fact that 
the Williams and Webster systems made use of pumps 
to pull or suck the air and condensation from the heating 
system, while the Paul system removed the air by means of 
a device called an exhauster, the water of condensation 


These systems proved economical 


also, 


describe either 


being returned by gravity. 

These systems, and others of like nature applicable par- 
ticularly for warming large buildings, are called mechan- 
ical systems of vacuum heating, and their successful use 


and On Small 


Installations 


KING 


led to the application of vacuum principles in connection 
with house heating or the ordinary low pressure steam heat- 
ing apparatus, and today there are many such systems in 
shall and 
future chapters of these articles. 


daily operation which we illustrate deseribe in 

A score of years ago a heating engineer remarked: “If 
you can circulate a system below atmosphere in a large 
building you can circulate it below atmosphere in a dwell- 
ing house,” and he stated further, as a prediction: “It is 
possible that in a few years from now we will be heating 
houses not by hot water but by steam below atmospheric 
pressure.” 

How near to the truth his prediction came is shown by 
the fact that there are now something over a dozen sys- 
tems of vacuum heating applicable to house warming, yet 
hot water heating has not been discontinued, as acceler- 
ated methods (developed since the time of this predic- 
tion) have placed hot water upon a plane from which it 
cannot well be dislodged. 

Advantages of Vacuum Heating. 

As applied to mechanical systems, vacuum heating has 
these advantages. 

a. The exhaust steam can be utilized for heating with- 
out back pressure. ’ 

b. The system, tight and sealed to the atmosphere, 
there is no dripping or smell at the air valves. 
removal of the condensation 
same, with little 


c. Automatic from the 


radiators or coils returning loss of heat, 
to the boiler. 

d. The entire radiating surface of coils or radiators, 
freed of air, is available as heating surface. 

e. Great economy in operating the system, due to ad- 
vantages c and d. 

As applied to the non-mechanical, or systems applicable 
for small installations, the advantages are: 

a. Economy in operation, due to the utilizing of prac- 
tically all heat from the fuel consumed except that re- 
quired in the chimney flue to create the necessary draft. 

b. Warming at low temperatures without impairing the 
quality of the air in the room. 

c. A sealed system without smell or trouble with air 
valves. 

d. Efficiency of all radiating units (radiators) due to 
the complete removal of air. 

e. Ability to obtain heat at the radiators for a long 
period (often several hours) after the drafts of the heater 
are closed. 

To properly understand these advantages and the rea- 
son why they are obtainable let us consider some of the 
features of a low pressure steam job as compared with a 
vacuum system. 

With a steam heating apparatus it is necessary each 
time steam is generated, after the system has been cooled, 
to burn sufficient fuel to expel the air, first from the dome 
of the boiler, then the piping, and finally the radiators; 
this operation frequently requiring more than half an 
hour. Automatic air valves are generally used on a low 
pressure steam apparatus, these valves having a very small 
hole—scarcely larger than the diameter of a pin—through 
which all air in the system must be exhausted. [re- 
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quently the steam reaches the air valve and closes it be- 
fore all of the air is exhausted, with the result that the 
portion of the radiator which is air-bound is of no value 
as heating surface. Steam and air being of different 
density will not mix. 

Let us suppose that the steam heating apparatus has 
been operated at one or two pounds gauge pressure in 
order to maintain a temperature of 70 degrees within the 
rooms. The temperature of the water in the boiler and 
the steam are always the same. The drafts of the boiler are 
closed and the steam pressure drops to nothing, the steam 
in the radiators cools or condenses quickly and there is 
no sensible heat felt in the rooms; although there is still 
plenty of heat in the boiler there is not sufhcient pressure 
to overcome that of the atmosphere, hence this heat is 
lost—radiated into the ash pit or cellar. 

Now, supposing that the piping and other parts of the 
system were arranged for vacuum heating, how would its 
operation and the results attained compare with the 





above? 

First. when heat is desired at the radiators the drafts 
are opened and the first vapor or steam from the water 
flows quickly through the piping system and into the 
radiators. All air or atmospheric pressure having been 
removed there is nothing to interfere with the circulation 
of the vapor through the entire system, hence no fuel 1s 
required to develop the pressure of steam above that of 
the atmosphere in order to drive the air from the system. 
The radiating surfaces being free of air are instantly avail- 
able to their full area for warming. 

As the system is cooled, or, more properly, when the 
drafts of the boiler are closed, the heat arising from the 
water in it will ve sucked into the radiators by the vacuum 
and the heat from this water, which in a steam system 
would be wasted, is, in the vacuum system, utilized for 
heating. 

It is not required that any considerable amount of 
vacuum be maintained on a heating system to make the 
vacuum method effective. Vacuum is measured in inches 
of mercury in a mercury column, one end of the column 
being submerged in a pot of mercury, the other attached 
to the apparatus. If the suction of the vacuum is such as 
to pull the mercury 5 inches up the column, we speak ot 
having 5 inches of vacuum, or if the mercury column 
stands at 10 inches, we say 10 inches of vacuum, etc. 

The more vacuum obtained, the lower will be the tem- 
perature of the boiling point of the water in the heating 
system, the amount and temperature varying as follows: 


Inches of Vacuum Boiling Point of Water 


5 203.0 degrees. 
10 192.3 ‘5 
15 179.1 7 
20 | 161.5 ws 
25 134.0 ¥ 
29 79.3 7 


Various methods of removing the air and maintaining 
a vacuum are employed, no two systems making use of 
the same appliances. We shall endeavor, one by one, to 
consider the principal systems now in use and illustrate 
and explain the several methods and special equipment 
used by each system. 





Clews to Character. 
“He said that if I refused to marry him it would break 
his heart,” said the sentimental girl. 
“I’m sorry to hear that,” replied Miss Cayenne. “The 
remark indicates that he has a taste for sentimental 


novels.”—Washington Star. 
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BILL TO REGULATE INSTALLATION OF HEAT- 
ING SYSTEMS BEFORE LEGISLATURE 
IN MASSACHUSETTS. 


The committee on mercantile affairs of the Massachu- 
setts Legislature has before it for consideration a bill pro- 
viding for the examination and licensing of steam fitters 
in much the same manner as plumbers are now exam- 
ined and licensed, and which is attracting considerable 
attention. The bill is very generally favored by the craft 
and not much opposition is expected to develop when 
it comes up for a hearing. The committee has as vet set 
no definite date for a hearing. The bill reads as follows: 
An Act to Regulate the Installation of Heat, Power and 

Ammonia Systems. 

Be it enacted by the Senate and House of Representa- 
tives in General Court assembled, and by the authority of 
the same, as tollows: 

Section 1. It shall be unlawful for any person, firm, as- 
sociation or corporation or any agent thereof, to enter 
into, engage in, or perform any work pertaining to the in- 
stallation of any steam, hot water, vacuum, vapor or am- 
monia system, or power plants, except as hereinafter pro- 
vided, unless duly licensed according to the provisions of 
this act. 

Section 2. No person, firm, association, corporation, or 
agent thereof, shall employ any person to perform such 
work who 1s not licensed as aforesaid, except as herein- 
after provided. 

Section 3. <All persons engaging in the work herein- 
after described shall first make application for examina- 
tion therein to the state board of examiners who shall be 
established in accordance with this act; such application 
must conform to the requirements of the rules or regula- 
tions to be established by said board; such rules or regu- 
lations shall be designed to insure safety and health, and 
the board shall diligently examine all applicants for li- 
censes to perform the work hereinbefore mentioned, both 
orally and in writing, to determine their qualifications. 

Section 4. The state board of examiners shall consist 
of three members, one of whom shall be the state in- 
spector of heating, power and ammonia plants, one shall 
be an employer having three years’ actual experience in 
the installation of the work comprehended in this act, 
and one a journeyman of at least five years’ experience 
in such installation. The members of the board shall be 
appointed by the chief of the district police. One member 
who shall be the secretary of the board and shall also 
act as first examiner thereof shall be appointed for a term 
of three years, one for two years, and one for one year, 
and at the expiration of the term of office of each mem- 
ber of the first or original board every new appointment 
made to said board shall be for a term of three years. The 
board shall hold examinations at such times and places as 
in their judgment seems best for the greatest convenience 
and economy both to the commonwealth and to the ap- 
plicants for licenses. 

Section 5. It shall be the duty of the board of exam- 
iners to keep a complete record, accessible to the public, 
of all their proceedings and examinations, with the name, 
residence, place of business, and the results of the examina- 
tions of the applicants. 

Section 6. The secretary of the board shall receive a 
salary of twenty-five hundred dollars a year and the other 
two members of the board shall receive ten dollars for 
“ach day of actual service upon the board, but not over 
five hundred dollars a year each. The board may make 
such other expenditures and incur such expenses as shall 
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be approved by the chief of the district police, subject 
also to the approval of the governor and council. 

Section 7. A fee of five dollars shall accompany each 
application for a master’s license and a fee of three dol- 
lars shall accompany each application for a journeyman’s 
license, and shall be forfeited to the department, whether 
the applicant is successful in passing the examination or 
not. All fees received by the board shall be paid over by 
the secretary thereof to the treasurer of the common- 
wealth each month. 

Section 8. In the event of failure to pass an examina- 
tion no application for another examination shall be en- 
tertained for a period of six months. 

Section 9. Any person holding a license under this act 
shall display it upon demand. The license shall be re- 
newed annually upon the payment of three dollars; the 
money so obtained shall be paid to the treasurer of the 
commonwealth as aforesaid. 

Section 10. All persons who can satisfy the state board 
of examiners that they have had at least five years’ actual 
experience as journeymen in the kind of work compre- 
hended by this act, shall be given a license by said board 
without examination. Licenses of this kind shall be des- 
ignated as Form No. 1, and licenses that are obtained 
by examination shall be designated as Form No. 2. 

Section 11. Revocation of license: The state board 
of examiners shall have the power to revoke any journey- 
man or employing fitter’s license if same was obtained 
through error or fraud, or if the recipient thereof is 
shown to be grossly incompetent, and for second willful 
violation of any rules and regulations prescribed by the 
state board of examiners. The state board of examiners 
also have power to revoke any heating contractor’s license 
if the owner thereof shall be guilty of a second willful 
violation of any rule or regulation prescribed by the state 
board of examiners: provided, that before any license shall 
be revoked, the holder shall have notice in writing enu- 
merating the charges and at a specified date named therein, 
not less than five days after the service of such notice, 
be given a hearing by said board and have an opportunity 
to produce testimony in his behalf. The state board of 
examiners shall have power to appoint, by an order in 
writing, its secretary or any competent person to take 
testimony, who shall have power to administer oaths, 
issue subpoena and compel the attendance of witnesses, 
and the decision of the state board of examiners shall be 
based on its examination of all testimony and records. 
Any person whose license has been revoked may after the 
expiration of one year from the date of such revocation, 
apply for a new license. 

Section 12. The state board of examiners shall have 
the power to appoint, subject to the approval of the gov- 
ernor and council, such inspectors, stenographic and 
clerical assistance as they may deem necessary. ‘The sal- 
aries of such employees shall be fixed by the chief of the 
district police with the approval of the governor and 
council. 

Section 13. Any person who shall engage in the work 
of a master or a journeyman fitter for compensation 
without a permit or a license as provided in sections one 
to twelve inclusive of this act shall be deemed guilty of a 
misdemeanor and shall be subject to a fine of not less than 
ten dollars nor exceeding fifty dollars, or imprisonment 
in the county jail not exceeding thirty days for each and 
every violation thereof. Each day of such violation shall 
constitute a separate offense. 

Section 14. The term “journeyman” as used in this 
act shall mean one who has been employed actively in 
performing the work contemplated herein, for a period of 
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at least five years. The provisions of this act in so far 
as they refer to plants shall embrace all kinds of piping 
necessary to such plants and through which passes hot 
water for heating purposes, steam for heating or power 
purposes, air for vacuum, heating or refrigerating pur- 
poses, water for power purposes or for hydraulics, and all 
refrigerating piping. 

Section 15. This act shall take effect upon its passage. 





BOARD OF EXAMINERS OF STEAMFITTERS 
PROPOSED IN STATE OF NEW YORK. 





A bill to create Examining Boards of Steamfitters and 
General Power Pipe Fitters was introduced to the Legis- 
lature at Albany, N. Y., on Friday, February 19th by 
Assemblyman William S. Evans, of Bronx county. 

The bill amends the general city law and _ re- 
quires that the mayor in each city of the state shall ap- 
point a board of five members. Its powers and duties are 
similar to those of the Board of Examining Plumbers. 

Two of the members must be employing or master 
steamfitters, two journeymen and one a mechanical en- 
gineer. The first four must have had ten years’ ex- 
perience. They are to receive $10 a day for each day’s 
service. The compensation, however, must not exceed $10 
a month in third-class cities, $20 a month in second- 
class cities and $40 a month in first-class cities. 

A person desiring to conduct the business of a master 
steam or power pipe fitter or to act as an inspector must 
submit to an examination before the board as to his ex- 
perience and qualification. It is made unlawful to conduct 
a business in these lines without securing a certificate of 
competency. 





DISAGREE ON QUESTION OF VACUUM. 





Editor “Domestic Engineering”’:—Referring to the 
article “Vacuum Heating in Apartment Building,” by 
Joseph Graham, in the issue of November 21, 1914, | 
do not quite agree with his conclusion with reference 
to the ounces of pressure which would be exerted by a 
chimney 100 feet high. I doubt, however, if the job 
he refers to would call for a chimney of over 60 feet, 
and in such cases the draft intensity would scarcely ever 
exceed vo of an inch. This being the case, the results 
in the way of air removal are bound to be very slight; 
in fact, so much so that they could scarcely be looked 
upon as a factor in removing the air from the system. 
This being the case, I take exception to the wording of 
the article referred to, which would lead one to believe 
that the chimney draft creates sufficient pull to exhaust 
the air from the radiators, and pull the vapor into them, 
while this is very far from being the case. As a mat- 
ter of fact, the energy that would have to be exerted 
at the boiler in order to expel the air from the system 
in the case of the job described would be so nearly the 
same whether the end of the air line projected into the 
flue or not that it would scarcely be worth while men- 
tioning the difference. 


Philadelphia, February 13, 1915. H. H. Hess. 





Took It, Anyway. 
First Waiter—‘Dat mean guy I just waited on insulted 
me wid a dime.” 
Second Waiter—“What did yer do?” 
First Waiter—‘I accepted it wid indignashun.”—Boston 
Evening Transcript. 






















































Going After 


the Business 


How to Get in Touch with Prospective Customers 
and Impress Them with Your High-Grade Service 


By HAROLD WHITEHEAD, President, American School of Business 


OMETIME ago a é sta- 

tioner came to me and 

asked me if I could tell 
him why he was not getting 
more business. I told him I 
would visit his store and see 
if we could find anything 
wrong. I found that he had 
a store on a side street, two 
windows, door in the center. 
The windows were fairly 
well trimmed, the windows 
themselves were fairly clean. 
The paint was nearly new 
but badly wanted wiping 
with a damp cloth to renew 
its freshness. There were 
three uneven wooden steps leading up to the door. I 
mounted these steps, lifted the latch of the door, and 
had to give a vigorous push before I could enter. For 
some reason or other the door stuck badly and it was 
necessary on entering or leaving to exercise force. The 
store was well arranged inside, but inadequately lighted. 

I suggested that we quietly sit behind the counter until 
a few people had come in, so that we could perhaps glean 
some information by their attitude. After a short time a 
little girl tried the door, but as it stuck, she rattled the 
knob a minute and my friend jumped up to open the door, 
but I held him back. The little girl left, evidently under 
the impression that the store was closed. It is a fact that 
in that one afternoon three people tried to enter the store 
and could not do so. One old gentleman gave the door 
a vigorous push and then skidded into the store over the 
last step. He came in all right, but stumbling into a store 
is not conducive to a buying mood. 

Look at your own store and see if you have any of 
these faults which need correcting. 

The first thing I suggested, of course, was that the 
wooden steps should be replaced with a graded slope; the 
door eased; the windows washed; the paint wiped. and 
extra lights fixed in the store. You would hardly have 
known the old store when we were through with it. 

The next question I asked was, “What are you doing 
to get business?” and I found, as I expected, nothing was 
being done beyond window displays. 

A merchant who means to finish somewhere near the 
tape at the end of the race for success cannot sit in his 
store and wait for business these days. He must go after 
it and go after it vigorously. It does not matter what 
you are selling, you can go vigorously after the business. 

We worked out a system for our friend the stationer 
which I will now revise for the plumber or domestic en- 
gineer. This plan is not offered you as a cut-and-dried 
plan. Each business has its own peculiarities, and the 
ideas to be conveyed must be modified to suit your own 
requirements. 





Harold Whitehead. 


Getting a Working List of Prospects. 


Write the name and address of each customer you have 
ona single card—using, however, differently colored cards 
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for different classes of customers. For instance, if you do 
any work for factories and stores in your town, list those 
on one color card; if you have institutional work, list 
those on another color; list your customers to whom 
price is no object whatever on yet another color; and 
list your customers to whom price is a big consideration 
on another color; if you have farmers’ trade by any 
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chance, list those again on another color; and so on. 
The object of this is to classify your trade into economic 
groups. Each group is influenced by different appeals. 
You may have only a few hundred such names of your 
own. To supplement these take your local directory or 
your local blue book and list all the people who can buy 
or use the goods or service which you feel best able to 
deliver. Put these prospective customers in another file. 


Getting Strings on the Customer. 


Now you have a tangible working list from which to 
build permanent business. Your store window is one 
means of tying customers to your store. Your name in 
the directory is another connection between your store 
and prospective customers— a very slight one, of course, 
but still a connection. The satisfaction which you give 
your customers is a very powerful string which ties them 
to the store. The more strings you can have to pull cus- 
tomers into your store, the more successful will you be 
in building up business. Just as a rope which can pull 
the heaviest load is made of the finest strands woven to- 
gether, so the successful store which pulls the bulk of 
business is one which has a number of connections be- 
tween the store and the customer. Each one of these 
connections in itself has very little pulling power, but 
combined you have an almost irresistible force. 


The String of “The Written Letter.” 

Our problem, then, is to increase the number of strings 
to pull the customers into our store. One of the most 
important ones is the written letter. Have you ever 
thought of circularizing two or three thousand people in 
your town for business? Perhaps you have wondered 
just how much business you could pull in this way. 
Suppose you send a letter something like the following to 
















every name you have listed on the 3x5 cards, who, to the 

best of your knowledge, are using gas: 

Dear Mrs. . 
Would you like to have your gas bill reduced 25% and 





have better light in the bargain? 

While we cannot guarantee to do this much, we cer- 
tainly can effect a considerable saving for you. It is so 
easy to have a slight leak in an incandescent gas fixture— 
or a wasteful gas tip—which night after night is burning 
unnecessary gas for which you have to pay. 

Let us send one of our staff to overhaul your lighting 
equipment and see that you are getting the best results 
at the lowest cost. If we cannot effect a saving, it will 
not cost you anything. If we can, you will gladly pay us 
for saving you so much money every month. 

Our telephone number is———————._It will be a pleas- 
ure to give you any more information over the telephone. 
May we be privileged to serve you? 

This letter does not pretend to be a highly finished 
product, but is written to convey to you the idea of one 
way of getting a string to your customer. You can have 
these letters multigraphed and filled in at a very low cost. 
and if you sign each one yourself, it will have a personal 
touch which cannot fail to interest. 


Consider the Effect. 


Just consider the effect of this letter on its recipient. 





Even if they do not telephone you—and you must not 
expect many to do this—they will say: “Those people 
are certainly alive, | must remember them when we are 
wanting anything.” 

Incidentally, have you ever been into a house where 
there was not a waste of gas? I have had the privilege ot 
entering hundreds, and they have always some inefficient 
equipment which should be replaced. You know it and 
they know it. A little prodding on your part will stir 
up action on their part which will finish in satisfaction for 
them and satisfaction plus dollars for vourself. 

Call this letter No. 1 or A, whichever you please, and 
then put on every 3x5 card “Letter No. 1 (or A) sent 
(date).” 
every other letter which you may send. By referring to 


Keep a copy of this circular letter, the same as 


the card you will know at all times what you have said 
to every prospect by circular letters. 

A word of warning, however. A letter such as the one 
quoted will certainly bring a number of inquiries and a 
certain amount of business. If you intend to hold these 
new customers as permanent ones, you must exercise the 
greatest care in seeing that you render a real service. 
It is an easy matter to secure a customer and then suggest 
a lot of unnecessary work for which he will pay all right. 
but will say, “Never again—that man’s prices are too 
high.” If you are invited to suggest what should be done. 
err on the side of too little rather than too much. And 
get a pretty definite understanding of what the cost will 
be before you start the work. 

Start With a Clear Understanding. 

I know two or three plumbers who are in a perpetual 
state of hot water, because when they render bills they are 
higher than expected and when a complaint is made the 
plumbers seem to feel that they are being insulted, and 
the customer is wanting to wriggle out of a just pay- 
ment. Instead of trying to arrive at an amicable under- 
standing, they take the wrong attitude and offend what 
should be a permanent customer. Ask yourself, Mr. 
Reader, if you have not offended some customer by taking 
too high-handed an attitude when a dispute was made as 
to the correctness of a charge. I am convinced that the 
average man and woman today is honest, and that when 
they make a complaint they really believe it is a legiti- 
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mate one. If a customer came into my store with any 
complaint, the first thing i would say would be, “Well, 
madam, if there is anything wrong it is up to me to put 
it right, for I cannot afford to let you leave here unless 
you are perfectly satisfied.” Some remark like this will 
at once disarm any possible irritability of that customer. 
Next say to your customer, “What will satisfy you? 
What must I do to put this right? Whatever you think 
is fair will be satisfactory to me.” You will find in nine 
cases out of ten that that customer will be satisfied with 
much less in the way of adjustment than you would prob- 
ably offer if you made the suggestion yourself, so that the 
customer is satisfied and will come again and also influence 
others to come to you. 

This is just a little off. the topic on which I started to 
talk, but it is closely allied to it and that is my excuse 
for its insertion. Remember that the customer is always 
right. 

In a later issue we will discuss other strings by which 
we can pull the customer into the store. 





CURE FOR “TICKS’—SEE DOC PLUMBER. 





We note the following educational information for cat- 
tle breeders which appeared a few days ago in a Chicago 
newspaper:—"W. A. Wallace, of Fort Worth, in speak 
ine before the United States Live Stock Sanitary Asso- 
ciation in the Hotel LaSalle, said that the cattle of his 





“Cows Like Bathing.’ 


state are getting rid of and being protected from ‘ticks’ 
by a course of baths eighteen days apart. And he de- 
clared that the ‘cows like ’em.’” The accompanying 1l- 
lustration gives a pretty clear idea of how a cow, a bull 
or a calf would look seated complacently in a nice, sani- 
tary bathtub. There is no question but that each of these 
noble and gentle animals would take Doc Plumber's 
medicine for the “ticks,” with a joyous, sanitary smile. 





Improving. 
“My taste in music is improving,” said Mr. Cumrox. 
“How do you know?” inquired his wife, haughtily. 
“IT am getting so I can enjoy the music of a hand 
organ whether it has a monkey with it or not.”—Wash 
ington Star. 












Business 


Methods for the Plumber and 


XXIX.—Pushing a Plumbing and Heating Business 


By Up-to-Date Window 





Fitter 


Display and Advertising 


By WESLEY A. FINK 


N pushing your business 


you must make use of 

imagination in your sell- 
ing and advertising. If you 
advertise an article it ought 
to be so vividly and tempt- 
ingly described that the pur- 
chaser is not satisfied to take 
an article at random from the 
stock hand, but 
upon the 


one that you have been us- 


on insists 


having identical 
ing as your sample in dem- 
Here, 
your guide in good advertis- 
Invest the article with 


onstration. then, is 





ing: 
strong, intense individuality. 
lf you want to push your sales on steam-heating ap- 


Wesley A. 


Fink. 


paratus, select a steam boiler that has a good reputation, 
back of it. Study all its good points; read all that the 
makers claim for it, and get yourself enthused with it. 
Then obtain cuts of the boiler from the manufacturer, to 
illustrate your advertising and tell all about its good points 
in such a the 
about it, but actually sees it. 


manner that customer not merely reads 
Describe it so that it will 
stand out distinct from every other steam boiler, as you, 
yourself stand out distinct from other men. 

It is not enough to advertisé the fact that you are sell- 
ing steam boilers, you must give clear, convincing reasons 
boiler 


why your customers should buy that particular 


above all others. Do not be afraid of saying too much 
in your advertising. 

do not read advertise- 
But you plumbers, who have a little flower patch 


Some thoughtlessly say, people 
ments. 
or vegetable garden attached to your house, when you 
get ready to plant, do you just coldly make out a list 
of the plants or seeds you desire to place in your gar- 
den? Now, honestly, don’t you send for all the seed 
catalogues, and pore over the illustrations of corn, lin .«- 
beans, tomatoes, peas, lettuce, etc., that make your moutn 
water as you look at them? Don’t you read the glowing 
descriptions of the wonderful yield, or size, or the deli- 
certain kind of corn, or for 
And are you not often swayed or persuaded 


cious, sweet taste of a peas, 
instance? 
to buy that particular kind of seed or plant by the won- 
derful pictures and vivid descriptions? 

Or if you are an ardent fisherman or delight in gun- 
ning, how often have you stopped to gaze in the win- 
dows of stores handling sporting goods, or perused sport- 
ing catalogues. If you were buying fishing tackle would 
you just buy from a catalogue that only listed the prices? 
No, you would want to see the pictures of the various 
kinds of fishing tackle and compare one style with an- 
Other. If were an 
tainly would be interested in a nice display of fishing 
tackle in a store window, or illustrations of fishing tackle 
the 


you enthusiastic fisherman you cer- 


in a catalogue or advertisements in magazines or 


newspapers. 


lf you are not at all interested in fishing, of course you 


pane 
et 


4 
) 





would not be attracted by a window full of fishing tackle 
or a catalogue of that kind. 

Now don’t you think that your customers are just as 
human as you are? If a prospective customer is con- 
sidering putting in a steam heating plant, don’t you think 
he is just as desirous of knowing all about the merits and 
the 


prices of one make as compared with another, as you are 


advantages of the different kinds of steam boilers, 

when you go to buy fishing tackle? 
Now, if do not the 
tages of the particular boiler you are handling, how is 


you proclaim merits and advan- 
your customer to know about it, and 1f you do not ad- 
vertise it, how is he to know that you handle it? 

When you advertise steam heating apparatus you wish 
to reach those persons who are in the market for heat- 
ing, and they will eagerly read your advertisement if it 
is put in front of them. Whether others, who are not in 
the market or are not able to buy, read your advertise- 
ment or not does not concern you. It is the possible 
buyers you are after, and you must get your message be- 
fore them. 

The problem is not to get your ad read by everybody, 
but to make it interesting to the men or women who are 
possible buyers. And if you put the right amount of in- 
terest in your advertising, no matter how long your ad, 
or how short, no matter how large the space or how little, 
no matter how many men say they would not read it, your 
advertisement will be read by those you want to read it, 


and they will be persuaded to act upon it. 


Now in what way are you to get your message be- 
fore possible buyers, and make it so interesting that they 


will read it, and be persuaded to prompt action in buying 


your goods? 

Let us start with the store window first. Have you 
ever thought of the dirty, 
piled up old-style lavatories, pieces of pipe, fittings, and 
all kinds of rubbish. Are these old relics a good adver- 


If they are, your customers must have 


dingy windows, in which are 


tisement for you? 
a wonderful imagination. 

Have any of you ever tried window advertising’? Have 
any of you ever tried to arrange youir windows so that 
they will attract attention? Next to 
tising, window advertising is counted as one of the essen- 
tials to any well-paying Do the 
the druggists, the boot and shoe dealers, the department 


newspaper adver- 


business. not erocers, 
stores, stationers and other tradesmen fix their windows 
attractively so that they will draw trade? 

You will perhaps say: “Well, I never tried it, and | 
don’t know anything about Make a 
“Stab” at it Practice makes perfect, and after 
a time you will acquire the knack of making an attractive 


window-dressing.”’ 
anyway. 
window. ‘Take a few lessons from your friend the drug- 
gist, and in time you will be able to fix up a window of 
which you will be proud. 

If there is room in the 
with a complete bathroom outfit, consisting of a bath- 


window, it should be fitted up 


tub, water-closet and lavatory, with all connections com- 
plete, and neat price cards attached, showing the cost 


of installing the same complete, provided the necessary 
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waste and water pipes are already in place up to the floor 
of the room in which the fixtures are to be installed. A 
card explaining this should also be displayed in the win- 
dow; so that there need be no misunderstanding concern- 
ing the price, and stating that any additional piping 
needed to complete the work of installation will be 
charged for extra at very reasonable prices. 

The display in the window should be changed from 
time to time. Another time, bathroom accessories, all 
plainly tagged with prices, should be shown; such as 
bath tubs, towel-racks, bathtub 
seats, soap cups, etc. Later a display should be made of 
kitchen and laundry tubs, range boilers, sink mats, sink 
drain boards, etc. Subsequently, in season, display a re- 
liable steam boiler, radiators, etc. All articles should have 
prices displayed on them, printed on neat cards, the size 
of the letters and figures large enough to be seen from 
the curb-line. Goods with price cards sell ten times as 
fast as the goods without the cards. If you show in the 
window the goods advertised at the time in the news- 
paper, or in circulars, you add a great deal to the value 
of the newspaper or circular advertising, and detract 
nothing from the window advertising. Showing 
goods is what sells them, and when you have made peo- 
ple think of certain goods by talking about them in the 
newspapers or in circulars, you have the opportunity to 
make people look at them in the windows and see how 
the goods compare with the stories you have told about 
them. 

Furniture store windows are fitted up with complete 
bedroom, parlor or library sets, with prices to show what 
the cost will be. Clothing stores, hardware, department 
stores and drug stores, as well as others all have attrac- 
tive show windows, and people are encouraged to enter 
these stores, and there is no reason why plumbers cannot 
make their stores and windows attractive and as interest- 
ing as are those of other hnes of business. 

The attitude of the master. plumber in not advertising 
the prices of his goods has resulted in surrounding the 
plumbing business with a certain amount of mystery 
which ought to be removed, and this can easily be done 
in the manner suggested. 
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UNSATISFACTORY HOT WATER SUPPLY SYS- 
TEM. 





Editor “Domestic Engineering” :—I am submitting a sketch 
of a hot water supply system which does not work satisfac- 
torily. Can you tell me what the trouble is, and how it can 
be remedied ? 


St. Paul, Minn. H.C. 





We could probably advise correspondent more under- 
standingly if he had told us more about this work—in what 
way it is unsatisfactory, what happens, and the size of the 
boilers. 

It may be that the boilers are too large for the heating 
surface that supplies them with hot water. 

In the absence of information we submit new connections 
in Fig. 2, which we prefer to correspondent’s connections 
shown in Fig. 1. 
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Instead of connecting the heater coil flow pipe at the top 


of the boiler, we have connected into the side. 


The heater 


works constantly when once started, and instead of giving 
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Fig. 1. 


a quick heating connection to it, we would think it would 
be a greater convenience to connect the range flow pipe to 
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Fig. 2. 


the upper boiler in this way, which we have done. 
mer hot water can be obtained more quickly and with less 


heat in this way. 







In sum- 
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We have taken the flow pipe from the lower boiler into 
the side of the upper boiler. We do not like correspondent’s 
supply and return connections, and think better work can 
be done by supplying each boiler separately, and by con- 
necting the two boiler returns together. It is well known 
that better results can be obtained on such work as this, 
when the returns are connected. With these changes, we 
cannot see why the system should not work well. 





CIRCULATING HOT-WATER SUPPLY SYSTEM. 





Editor “Domestic Engineering’—I would like a diagram 
and description of a circulating hot water supply system. I 
have installed a bathroom, and want hot water also cir- 
culated to the sink. I have taken the hot pipe from the 
top of the range boiler, and returned into the bottom of 
the boiler, but get cold water. 

New Mansfield, O. ts Be 





Correspondent should have given us a sketch of his work. 
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Fig. 1. 


Without it we do not know whether the bathroom is on 
the floor above, or on the same floor as boiler and sink. 

It is very possible that his arrangement is similar to that 
shown in Fig. 1. If this is so, there is a possibility that there 
will be no circulation, owing to the fact that the piping does 
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Fig. 2. 


not rise sufficiently high to lift the return water from below 
the floor back to the boiler. It is possible that a swing 
check valve used on the return, to prevent hot water heing 
drawn through the return, would help, although we do not 
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believe in check valves in cases of this kind, whenever 
some other method can be used. If the return can be 
carried back, as shown by dotted lines, there should be no 
question about the job circulating properly. 

Fig. 2 shows a method that we consider a very good one, 
and very sure to give good results. Here water circulates 
to the bathroom in the regular manner, but as the branch 
to the sink drops down it will be necessary to draw off cold 
water standing in the branch, before it will run hot. This 
does not seem to us a very serious objection, in view of 
the positive manner in which circulation would probably 
take place. 

Figs. 1 and 2 presume that the bathroom is located on the 
second floor. If on the same floor as range boiler and sink 
however, we would recommend the connections shown in Fig. 
3, in which case, cold water will have to be drawn from the 
branches to fixtures before obtaining hot water. 

It is very probable that if we had full information con- 
cerning correspondent’s job, we should need to take up other 
features: and therefore if what we have given does not 
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Fig. 3. 


cover his case, he will have to come at us again with fuller 
information. 





TO WHAT EXTENT COLDER WEATHER IN- 
CREASES COAL CONSUMPTION. 





Editor “Domestic Engineering’:—The average tempera- 
ture in this locality for October, November, December 
and January has been 21 degrees lower this season than 
the corresponding months of the previous season. What 
percentage greater should the consumption of fuel be 
with low-pressure steam heating apparatus, working un- 
der same conditions both seasons. 


Milwaukee, Wis. Steamfitter. 





In order to answer the inquiry of correspondent it will 
be necessary to assume certain factors. We will consider 
a low-pressure steam heating installation with 500 sq. ft. 
of radiation, steam at one pound pressure or a tempera- 
ture of 215.5 degrees, and that the job shall be an ordinary 
good job, that is, of sufficient capacity so that the con- 
sumption of coal in zero weather will not exceed five 
pounds per sq. ft. of grate per hour when operating the 
installation to full capacity. 

Correspondent states that the average temperature for 
October, November, December and January has been 
21 degrees lower this season than the corresponding 
months of the previous year, and not stating what the 
average temperature was the previous year we will assume 
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that the average was 45 degrees above zero. Then the 
average temperature the present season would be 24 
degrees above zero, which would be 21 degrees lower 
than a year ago. Considering October, November, De- 
cember and January we have 123 days or 2,552 hours. 

Assuming that 500 sq. ft. of radiation gives off 250 
B. t. u. per sq. ft. per hour, and assuming still further 
that of the B. t. u.’s in the coal 8,000 are available in the 
heating apparatus, we find the hourly consumption as 
follows: 500 250—125,000—8,000—15.625, which represents 
the number of pounds of coal consumed per hour. 

And to tind the total coal consumption with the out- 
side temperature at 45 degrees the degree difference be- 
tween this and the temperature of a room of 70 degrees 
being 25 degrees, we proceed as follows: 


~ 


— 15.6255.85 & 2,552=14,240 pounds or about 5.83 tons. 
0 

In the same manner with the outside temperature at 24 
degrees we find the coal consumption as follows: 
+6 

«15.625 10.28 & 2,552—26,234, or about 10.76 tons. 

70 

lt will be seen therefore that with this difference in 
temperature the coal consumption is pretty nearly doubled 
under the assumed conditions. 

In this computation the assumption is that the steam 
pressure is kept uniform at one pound and that the room 
temperature of 70 degrees is maintained constantly during 
the 2,552-hour period. As a matter of fact these condi- 
tions would not prevail constantly and the actual coal 
consumption would be very much less than that shown 
by the assumed example. 


TWO SICK HOT WATER JOBS. 





Editor “Domestic Engineering’ :—I have two hot water 
iobs, which do not work right, and on which | would like 
your help. 

| am sending sketches of each. 

Job No. 1 does not heat well, only a part of the boiler 
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Fig. 1. 


ever getting hot. Can you tell me also, why the water cir- 
culates through the cold water pipe, when the water is shut 
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off from the main at night, during cold weather, making 
the boiler pound and hammer? 
Job. No. 2 pounds very badly. The range coil heats well, 
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circulation is fine, and the 30 gal. boiler heats from top to 
bottom in 30 minutes. 


(Connell, Wash. <i. Be 


We are under the impression that the trouble with both 
these jobs comes from the same cause,—very low pressure. 

Fig. 1 shows job No. 1, and Fig. 3 shows job No. 2. 

A pressure of 10 lbs. at the main is very low, aid at the 
top of the boiler it is considerably less. For this reason, 
there is undoubtedly air-lock in the high part of the hot wa- 
ter pipe. It seems to us that with no pressure whatever, 
when the supply to the boiler is shut off, with the stove run- 
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Fig. 3 
ning, the hot water takes the easiest course, which in this 
case is through the return pipe. 

Our suggestion for remedying this difficulty is shown in 
Fig. 2. This consists in connecting a pipe of small size at 
the high point, and carrying it up to a point that will be 
above the head of the water supply. It will hardly do to 
carry it through the roof, as frost would close the pipe, but 
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it should be so run that there will be no danger of water 
boiling over through the upper end. Another way out would 
be to supply the boiler from a tank, taking the vent pipe up 
to and over the tank. We think the latter would be the 
preferable method, although somewhat expensive. 

The trouble in Fig. 3 is the reverse of that in Fig. 1. The 
trouble is not with heating the boiler as in the other prob- 
lem, but we believe it is from the same cause, air at the 
high point on the hot water piping, where the pipe turns 
down. 

The remedy we would suggest, is the same as that for the 
other problem, a vent pipe carried above the head. if it is 
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Fig. 4. 


practicable, and otherwise a tank supply for the boiler, with 
the vent or expansion pipe opening over the tank. We show 
this in Fig. 4. ‘ 

It will be noted that with 10 lbs. pressure at the main, and 
perhaps not more than 5 lbs. at the boiler, the pipe would 
not have to rise more than ten feet, and possibly less, to get 
above the head. 





THE PITTSBURGH PLUMBERS’ BANQUET. 





The fourth annual banquet of the Master Plumbers’ As- 
sociation, of Pittsburgh, Pa., and vicinity, held at Fort 
Pitt Hotel, in that city, on Tuesday evening, February 16th, 
was an unusually pleasant and successful affair in every 
respect, as reported in last week’s issue of “Domestic 
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Engineering.” Among the many well-known men in the 
trade who attended the affair were the following: T. J. 
Norton, W. B. Bryar, Francis J. Torrance, Theodore 
Ahrens, J. D. Tschopik, W. N. Sauer, Henry J. Bailey, 
IF, S. Kallback, George Gray Dyer, John H. Bailey, H. L. 
Andrews, H. J. Hart, Allen McFadden, J. J. Keenan, 
George F. Fishkorn, J. C. Godfrey, Robert Henderson, 
Frank Huttlemeyer, Jesse Wick, P. Montague, S.. S. 
White, E. M. Tate, H. A. Jost, George B. Young, H. M. 
Hay, James Hay, Adam Redenbaugh, J. K. Moss, F. J. 
Blakeley, George B. Stewart, C. B. List, Ira A. Mann, 
C. C. Deer, G. C. Noble, Samuel Hare, Walter Klemm, 
Mack Sniveley, Hamilton Wicks, F. T. Scanlon, James 
McDonald, James Malone, Theodore Thole, Samuel Baird, 
Harry Stapleton, James Grimm, John Getty, W. P. Kearns 
Barker Riddle, George S. Bray and Richard Turner. 





Eagle Grove, lowa.—Gilbert Koepke is making arrange- 


ments to open a plumbing establishment here. 
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THE ANNUAL CONVENTION OF UTAH MASTER 
PLUMBERS’ ASSOCIATION. 





The annual convention of the Utah Master Plumbers’ 
Association which was held on February 8th and 9th, in 
the rooms of the Boosters’ Club, at Logan, Utah, closed 
with the election of the following officers for the ensuing 
year: President, C. J. Higson, Salt Lake City: vice- 
president, A. J. Atkins, Ogden; treasurer, Will Rees, Salt 
Lake City; secretary, F. W. Jones, Salt Lake City, and 
sergeant-at-arms, A. J. Forsythe, Price. 

There were about fifty delegates present from various 
parts of the state, the largest delegation being from Salt 
Lake City. 

A variety of business matters was handled, chiefly in 
executive session. Committees were named to take up 
the matter of standardization with the manufacturers. 

The Utah association is a growing organization and 
is composed of live members. During the coming months 
it is expected that the association will add many new 
members to its rolls. 


HEATING CLASS ORGANIZED AT WASHINGTON. 





James A. Donnelly, president of the Positive Differential 
System Co., of New York, has organized a class in heat- 
ing and ventilation design at Washington, D. C. The 
class opened with thirty members on Thursday evening, 
Kebruary 11th, in the Builders’ Exchange Building, 1220 
New York Avenue. The curriculum will consist of a 
series of ten weekly lectures delivered each Thursday 
night on the following topics: 1, Properties and Nature 
of Heat: 2, Loss of Heat from Buildings; 3, Heat Given 
off by Radiation Sources; 4, Properties of Steam; 5, Sizes 
of Steam Mains; 6, Sizes of Return Mains; 7, Design of 
Heating Systems: A, High and Low Pressure Systems, B, 
Hot Water Systems, C, Air Return Systems. 


NEW HAVEN PLUMBERS’ ANNUAL DINNER. 





The annual dinner of the Master Plumbers’ Association, 
of New Haven, Conn., was held at the Hotel Garde in 
that city on Tuesday evening, February 16th. There 
was a large attendance and among the guests were Presi- 
dent George Smith, of the Massachusetts State Associa- 
tion of Master Plumbers, and Frederick Lloyd, a member 
of the Springfield (Mass.) Association. President William 
H. Day presided. 

A Reckless Sentiment. 

“Here is a book that ought to be in every home,” said 
the persuasive agent. 

“What's it about?” inquired Farmer Corntossel. 

“Political economy.” 

“Tt oughtn’t to be encouraged. They've been slightin’ 
appropriations so much that it doesn’t look like we'd get 
any chance at government money out this way. What | 
want to see is somethin’ that’ll whoop it up fur old fash- 
ioned political extravagance.’”’—Washington Star. 

An Understudy. 

“So you have employed a chauffeur?” 

“Ves,” replied Mr. Chuggins. 

“T thought you said that in order to enjoy a car a man 
ought to run it himself.” 

“That’s true. I don’t feel much like letting the chauffeur 
run the car. I keep him on hand to take the blame when 
it doesn’t run to suit my family.”—Washineton Star. 
























































































Minnesota Master Plumbers’ Annual Meeting 


Men of the Craft From the Principal Sections of 
the State in Successful Convention at St. Paul 


HE twentieth annual convention of the Minnesota 
State Association of Master Plumbers was _ held 
Tuesday and Wednesday, February 23rd and 24th, 
at the Builders’ Exchange, in St. Paul, Minn. Nearly 
one hundred delegates, representing local associations in 
the state were in attendance. 
Tuesday Morning Session. 

The convention was called to order at 10:30 o’clock 
by W. J. Topley, president of the St. Paul Master 
Plumbers’ Association. He introduced the Rev. W. E. J. 
Gratz, of St. Paul, who delivered an interesting and 
thought-inspiring address in which he suggested more 
co-operation and less competition in daily business affairs. 
The clergyman declared that co-operation was productive 
of harmony and construction, while competition on the 
other hand often produced discord and destruction. ““When 
the nations of the world learn to co-operate and to bow 
to each other, civilization will advance,” he said, in con- 
cluding his address. 

W. O. House, superintendent of the St. Paul Water 
Department, gave an outline of the local water works 
system, of how the water supply is obtained from a 
chain of lakes some distance north of the city. He 
asked for the further co-operation of the master 
plumbers in the work of harmonizing and building up 
the system to greater proportions. 

C. H. Schirmer, of Hibbing, state vice-president, as- 
sumed the chair, in the absence of President W. W. 
Hughes, who was in Des Moines. Mr. Schirmer ap- 
pointed the following temporary committees: 

Credentials:—P. E. Clark, Hibbing; Frank Farrell, 
Duluth; and Walter Scott, Minneapolis. 

Resolutions:—George K. Belden, Minneapolis; John 
Healy, St. Paul; John Sherman, Winona; John Holquist, 
Virginia; and J. T. Stack, Duluth. 

Auditing:—A. Schirmer, Chisholm; W. J. Topley, St. 
Paul; and O. F. Kohl, Duluth. 

Nominating:—F. J. Spriggs, St. Paul; George Hine- 
line, Minneapolis; and John Harker, Duluth. 

Sergeant-at-arms:—J. McQuillan, St. Paul. 
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A motion was made and adopted that the convention 
send President Hughes a telegram of greeting with best 
wishes for his speedy acquittal in the frial at Des Moines. 
Greetings were also ordered sent to the conventions of 
the grocers and hardware men of the state who were in 
session on Tuesday, at St. Paul. 

Following talks and discussions on organization work. 
and on the trial at Des Moines, the convention adjourned 
at 12 o’clock. 

Tuesday Afternoon. 


’ 


At 2:30 o’clock the delegates boarded a special car and 
rode out to the plant of the Northwestern Shot & Lead 
Works, where upon cordial invitation of the management 
they were shown the various processes that lead passes 
through from the crude product to the finished lead 
pipe. Upon leaving the works the visitors were supplied 
with fragrant cigars and good lead pencils by the con- 
cern as compliments of the occasion. 


Tour City Tunnels. 

The next thing on the afternoon’s program was a visit 
to the four-mile tunnel system of the St. Paul water de- 
partment. Escorted by C. M. Crowley, registrar of the 
department, the delegates spent over an hour walking 
through the winding and narrow passages about twenty 
or more feet from the surface of the streets. Miles of 
water mains are laid through this tunnel which has been 
laboriously cut through the solid sandstone with picks. 
Work on this tunnel system began in 1875, and con- 
tinued spasmodically since that time until it has reached 
its present length and completeness. As members of one 
eroup of the visitors were slowly wending their way 
through the tunnel a report like an explosion of dynamite 
broke suddenly upon their ears. ‘“‘What’s that?” asked 
Frank Farrell, of Duluth. “A bomb from a Zeppelin has 
probably exploded up above,’ remarked W. J. Topley, 
of St. Paul. “It might be an explosion of sewer gas,” 
suggested another delegate. “Not a chance in the world!” 
interrupted Registrar Crowley, who carried the lantern. 
“Don’t you think we had better ‘beat it,’ out of here?” 
suggested one of the visitors. “Shoulder your guns and 
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march on,” commanded S. B. Harvey, the Calhoun 
Plumber, “it’s only A. J. Dahlby, the street superintendent, 
trying to get a flash light picture of some of the boys 
at the other end. The delegates marched bravely on. 


Wednesday Morning Session. 

The surprise of the morning came towards the latter 
part of the session when Executive Secretary L. P. Wor- 
rall, of the Minneapolis Association, read a_ telegram 
from President Hughes, which stated that all the thirty- 
six master plumbers on trial at Des Moines, had been 
found guilty. No comment was made by the delegates, 
except to express the opinion that the case would prob- 
ibly be appealed. 

At the beginning of the morning meeting the report of 
the secretary and treasurer was read by Secretary Har- 
vey. Upon motion it was ordered received and placed 
on file. Then followed the report of the auditing com- 
mittee, which was similarly disposed of. 

Among the various resolutions submitted by the resolu- 
tion committee were the following: 

An increase in the state initiation fee from $1 to $3 
for new members. (Adopted.) 

Resolution that incoming board of directors should 
give all members instructions to secure as many new 
members as possible, and that each member should en- 
deavor to obtain at least one new member within 60 days. 
( Adopted.) 

Resolution that the Minnesota Master Plumbers’ As- 
sociation should give its executive committee the author- 
ity to act if deemed advisable, on the proposition of form- 
ing a confederation of western state associations, for the 
purpose of closer co-operation. (Adopted.) 

A resolution that the convention should consider a bill 
for the state licensing of master and journeymen plumb- 
ers. The bill which is now pending before the state leg- 
islature includes a number of other clauses, among which 
is one to the effect that the office of state plumbing in- 
spector shall be filled by a journeyman plumber at $2,- 
500 a year, the appointment to be made by the Governor. 
Another clause stated that the state plumbing inspector 
should have authority over the state board of health on all 
matters relating to the installation of fixtures. Secretary 
Williams of the Builders’ Exchange, of St. Paul, who was 
introduced to the convention, endeavored to explain vari- 
ous features of the bill, but he failed to convince the dele- 
gates that the bill was worthy of their support, for later 
in the day a motion was put and carried that the Minne- 
sota Master Plumbers’ Association disapproves of the bill 
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as it now stands and requests that it be referred to the 
incoming executive board of the organization. (Adopted.) 
Wednesday Afternoon Session. 

A testimonial in the form of a check for $500 was by 
unanimous vote ordered presented to President Hughes 
upon his return from Des Moines. 

A motion that the selection of the convention city for 
1916 be left to the incoming board of directors, was car- 
ried. 

“Iron Cross” to Thor Andresen. 

Just before the election of officers, the convention amid 

much laughter witnessed the presentation of the “iron 
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At the Minnesota Convention. From left to right: Frank 
Lonergan, of White Bear; Wm. F. Weyh, of St. Paul; Ben Ben- 
son, of Willmar; and Olaf L. Bjorkman, of Minneapolis. 


cross” to Thor Andresen of the Minneapolis Association 
for honesty and conduct becoming a gentleman. It ap- 
pears that Thor was hurriedly sent for by a fashionable 
Minneapolis lady, to find an $800 diamond ring which she 
had lost in the bathroom—the ring having found its way 
into the recesses of the soil pipe. Thor worked nearly all 
night before he found the precious article. The lady 
upon regaining her ring appeared to be overjoyed, and her 
husband told Thor that He would mail him a handsome 
check in the morning. Two weeks passed and finally a 
paltry check for $5 arrived. Thor called up the fashion- 
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able lady’s husband and protested that his time alone was 
than $5. “Oh, very well,” responded 
Several 


worth much 
the husband, “I 
months have elapsed and Thor is still waiting patiently. 


When the 


was declared that any man who could refrain from “beat- 


more 


will send you another check.” 


“iron cross” was pinned on Thor's breast, it 





From left to right: 
John A. Healy, 


At the Minnesota Convention in St. Paul. 
J. T. Stack and Fred Debore, both of Duluth; 
of St. Paul; and G. Silverness, of Duluth. 
that tashionable lady, certainly 


the husband of 


deserved the “iron cross.” 
Officers Elected. 


By a unanimous ballot cast by the secretary, the fol- 


ing up” 


lowing officers were elected for the ensuing year: 
Belden, Minneapolis; first 
second vice-president, 


George K. vice- 


H. Schirmer, Hibbing: 


President: 
president, C. 








right: E. V. 
Harvey, both 


Convention. From left to 
Worrall and S. B. 


Minnesota 


At the 
Lombard, of Lake City; L. P. 
of Minneapolis. 


H. Louis Nienaber, St. Paul; treasurer, D. Black, Duluth. 
The secretary will be appointed. 

National state vice-president, John McQuillan, St. Paul. 
J. L. Hague, Minne- 
apolis, and Patrick Gallagher, Faribault. 

Wisconsin convention (1916), W. W. 
Stack, Duluth. 


Delegates to national convention: 


Delegates to 
Hughes, Minneapolis, and J. L. 
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Banquet Closing Feature. 

A little over one hundred delegates and their guests 
cathered around the festive board at 8:30 p. m. at Trocke’s 
The toastmaster of the evening was Louis H. Pe- 
Mr. Peters be it said is 
the art of wit 
make a gathering of 
At the banquet he did nobly. 
were other features 


Cafe. 
ters of the St. Paul local. 
past-master in 


“some” 
toastmaster. He is a and 


repartee, and if he cannot dinner 
guests laugh, nobody can. 
Music, singing, and athletic contests 
of the 

Two supply representatives who were present at the 
convention, were: Mark Sampliner, of the Sterling Brass 
Co. and the Best Mfg. Co. of Cleveland, and E. F., 
nedy, formerly of the H. Mueller Mfg. Co., 
enter on his new duties as representative of the Plumbing 


Falls, S. D. 


ocasion. 


Ken- 


who will Soon 


Supply Co. of Sioux 


THIRTY-SIX PLUMBERS FOUND GUILTY OF 
RESTRAINING TRADE. 





The thirty-six master plumbers who were indicted last 
summer in Des Moines, Iowa, charged with violating the 
Sherman anti-trust law, were found guilty by a jury in the 
lederal District Court, in that city, on Wednesday, leb- 
ruary 24th. L. C. Boyle, the plumbers’ counsel, asked that 
the court allow him to file an application for a review 
of the case. His plea was granted by Judge John C. Pol- 
lock, who fixed March 30th for the hearing of the appli- 


cation. 


























Conven LAO- 
Datos “Sex 








March 1 and 2, 1915.—Missouri State Association of 
Master Plumbers, at Kansas City, Mo., with headquarters 
at the Coates House. 

March 8 and 9, 1915.—Kansas Master Plumbers’ Associ- 
ation, at Wichita, Kans. 

March 8, 9 and 10, 1915.—Indiana 
Association, at Laporte, Ind. 

March 9 and 10, 1915..—New York State Association of 
Master Plumbers, at Syracuse, N. Y., with headquarters 
at Hotel Onandagua. 

March 11, 12 and 13, 1915—Montana Master Plumbers’ 
Association, at Billings, Mont. 

March 16 and 17, 1915.—West 
Plumbers’ Association, at Charleston, W. Va. 

March 17 and 18, 1915—The National Association of 
Brass Manufacturers, at Detroit, Mich. 

March 18 and 19, 1915.—The Nebraska Master Plumbers’ 
Association, at Lincoln, Neb. 

March 22, 1915.—Tennessee State Association of Mas- 
ter Plumbers, at Nashville, Tenn., with headquarters at 
the Tulane Hotel. 

April 6 and 7, 1915.—The Michigan State Association 
of Master Plumbers, at Detroit, Mich. 

April 8, 1915.—The Michigan State Association of Mas- 
ter Steam and Hot Water Fitters, at Detroit. 

April 19 and 20, 1915.—Eleventh annual convention of 
the Kentucky State Association of Master Plumbers at 
Ashland, Ky. 

April 21, 1915.—North Carolina State Association of 
Master Plumbers, at Rocky Mountain, N. C. 

May 11, 12 and 13, 1915.—The National Pipe and Sup- 
plies Association, at Buffalo, N. Y., with headquarters at 
the Lafayette Hotel. 


Master Plumbers’ 


Virginia Master 
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May 12, 1915.—Connecticut State Association of Master 
Plumbers, at Bridgeport, Conn. 


May 18 and 19, 1915.—Pennsylvania State Association of 


Master Plumbers, at Wilkes-Barre, Pa., with headquarters 
at Hotel Sterling. 

June 1, 2 and 3, 1915—Seventh annual convention of 
the National District Heating Association, at Chicago, III. 
Headquarters at the Hotel Sherman. 

June 28 and 29, 1915—The Master Plumbers’ Associa- 
tion of California, at San Francisco. 

June 30, July 1 and 2, 1915—The National Association 
of Master Plumbers, at San Francisco, Cal. 

August 9, 10 and 11, 1915.—American Society of Sanitary 


Engineering, at San Francisco, Cal. 








| Contracts , 














Missoula, Mont.—John W. Kennedy has been awarded 
the contract for plumbing and heating the Cowell Build- 


ing. 

Binghamton, N. Y.—T. J. Cronin has been awarded the 
contract for the plumbing, and Shapley & Wells the con- 
tract for heating the new city lockup here. 

Muscatine, Ia.—J. J. O’Keefe, of this city, has been 
awarded the contract for installing the plumbing and 
heating in the Government Biological Laboratory to be 
built at Fairport, Ia. Consideration $2,000. 

Cincinnati, O.—The Attlesey-Dyer Co., of 819 Vine 
Street, has secured the contract for the plumbing in the 
addition to the Behlen garage on Rockdale Avenue, and 
Franklin & Co. were awarded the contract for the heat- 
ing. ; 
Syracuse, N. Y.—William B. Goldie, of 230 James 
Street, was the low bidder on the contract for the heat- 
ing and ventilating of the new dormitory addition at the 
County Home. His bid amounted to $9,214. It is ex- 
pected that he will secure the contract. 





1 ietany 





proprietor of a plumbing establish- 


Amos Mallory, 
ment at New London, Conn., died February 17th in his 
78th year. Mr. Mallory was originally associated with 
Leonard, in the plumbing business, but on 
the death of his brother took over the full interest. 


his brother 


John Hogan. 


John Hogan, who conducted a plumbing business with 
headquarters on State Street, New Haven, Conn., for 
many years, died suddenly at his home in that city, 
February 17th. He was about during the forenoon ap- 
parently in the best of health and about noon was taken 
sick, dying about an hour later. Mr. Hogan was a 
veteran of the Civil War, a member of the Master 
Plumbers’ Association and prominent in the business and 
social life of the city. A widow, three daughters and 
four sons survive. 


Daniel J. Rock. 

Daniel J. Rock, the first president of the Chicago 
Master Plumbers’ Association, died at his home in Lake- 
view, Chicago, Tuesday morning, February 28rd, after 
several weeks’ illness. He was born in Glasgow, Scot- 
land, in 1835, and came to this country when a boy. He 
learned the plumbing trade with Alexander Raffen, Chi- 
cago’s pioneer master plumber. In 1860 he engaged in 
the plumbing business on his own account, but closed his 
shop the next year in order to join the 90th Illinois In- 

















The Late Daniel J. Rock, of Chicago. 


fantry. He served throughout the Civil War and was 
wounded severely at Missionary Ridge. In 1864 he was 
promoted to the rank of sergeant. At the close of the 
war he returned to Chicago and reopened his plumbing 
establishment in 1866. This business was burned out in 
the Chicago fire, but he started again in business without 
delay, continuing same until his death. Mr. Rock was a 
past commander of the Washington.Post, No. 573, G. A. R. 
His wife, three daughters and one son survive him. The 
funeral was held last Thursday from his late residence and 
many members of the Chicago Master Plumbers’ Asso- 
ciation were in attendance. The interment took place at 
Calvary Cemetery 
Louis Philip Gfroerer. 

Louis P. Gfroerer, one of the best known master 
plumbers in Brooklyn, N. Y., died at his home in that 
city on Tuesday morning, February 16th, from a compli- 
cation of diseases. He was born in Germany sixty-seven 
years ago, and he came to America as a boy with his 
parents, learned the plumbing trade in his youth and en- 
gaged in the business in Brooklyn forty-five years ago. 
He had been treasurer of the Brooklyn Master Plumbers’ 
Association for fifteen years, and he was a member of 
the Knights of Galena and many fraternal organizations. 
He took a deep interest in religious and charitable work. 
His wife, five sons and one daughter survive him. 
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and Manufacturers 














MEETING OF THE EASTERN SUPPLY ASSOCIA- 
TION. 





Novel Educational Movement a New Feature of Associa- 
tion’s Activities. 





The regular quarterly meeting of the Eastern Supply 
Association was held at the Hotel Astor, New York 
City, on Wednesday, February 17th, with a record at- 
tendance. An entirely new feature, which will no doubt 
add greatly to the association’s benefits, has been intro- 
duced. This is in the form of a progressive publicity 
committee the objects of which will be educational. The 
members of this committee, three or five in number, will 
each be charged with the obligation of preparing a paper 
on some vital trade topic to be presented at the associa- 
tion’s meetings. Such papers will be printed and dis- 
tributed to members in advance of the meeting so that 
the subject may be gone over carefully and a discussion 
prepared before the paper is read in session. This novel 
procedure came about through a recommendation by 
the Board of Directors and will go into effect imme- 
diately. The president has been authorized and directed 
to appoint a committee immediately so that papers may 
be prepared for the next meeting of the association. 
President Koven will announce such appointment in a 
few days. 

The report of the Credit Bureau, for term ending Feb- 
ruary 10th, was read before the meeting. This showed 
that 4,462 claims had been reported amounting to a total 
of $485,578.83. The total amount of claims paid to date is 
$295,784.95. 

Several interesting and instructive addresses were de- 
livered during the meeting. F. D. Van Amburgh, editor 
of “The Silent Partner,” of New York, addressed the 
members on “How to Avoid Failure.” John Clyde Oc- 
wald, president of “The American Printer,’ of New York, 
and of the “American Federation of Trade Press Asso- 
ciations,” spoke on “Cost System and Organization.” 

Foreign trade topics was the subject of a talk by W. S. 
Kies, manager of the Foreign Department of the Na- 
tional City Bank of New York. Mr. Kies said that one 
of the handicaps to America’s foreign trade development 
is the fact that our educational system includes too much 
Latin and Greek in its curriculum and not enough of any 
of the present-day commercial languages, such as Spanish, 
German and French. He also pointed out at great length 
the opportunities for trade expansion in the South 
American field and placed at the disposal of anyone in- 
terested in this field, the knowledge and assistance of his 
organization. 

John A. Murray, who represented the association at 
the recent meeting of the United States Chamber of Com- 
merce, made a report of the proceedings of that con- 
vention which was accepted with thanks. 

New firms elected to membership in the association are: 
Good Manufacturing Co., New York; Hays Manufacturing 
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Co., Erie, Pa.; Niagara Manufacturing Co., Philadelphia, 
Pa.; Malleable Iron Fittings Co., Branford, Conn.; Salem 
Brass & Iron Manufacturing Co., Salem, N. J. 


Another new feature introduced at this meeting of the 
association was the luncheon served to members in the 
room adjoining the convention hall. It was a big success. 
It will be a permanent feature of future meetings. 


lt was noted that reports from members from various 
localities indicated a much better business for the year 
1915 than in 1914. 


The following members and guests were in attendance: 


Monte F. Jacobs, John Wood Manufacturing Co., Consho- 
hocken, Pa.; F. F. Stevens, Plimpton & Hills Corporation, 
Hartford, Conn.; J. B. Schulz, Somerville Iron Works, Somer- 
ville, N. J.; C. A. Taylor, Irving D. Booth, Inc., Elmira, N. Y.:; 
Walter S. Gibbs, J. D. Johnson Co., New York; John S. Nicholl, 
Riverside Boiler Works, Cambridgeport, Mass.; E. W. Hotch- 
kiss, The Hotchkiss, Vail & Garrison Co., New York; J. W. 
Apgar, Elizabeth Hardware Co., Elizabeth, N. J.; L. O. Koven 
and Wm. Schulmerich, L. OC. Koven & Bro., New York; Martin 
Behrer, of Behrer & Co., New York; Francis J. Torrance, 
James F. Conran, Jr., Charles Parry and Robert E. Sargent, 
Standard Sanitary Mfg. Co., Pittsburgh, Pa.; W. F. Corcoran 
and A. L. Weeks, of R. E. Weeks Co., Scranton, Pa.; P. M. 
Beecher, John G. Kelly, Evans F. Glore and Dr. J. T. Duryea, 
Pierce, Butler & Pierce Mfg. Corporation, Syracuse, N. Y.; 
H. S. Maddock, Lee A. Kelly and A. M. Maddock, of Thos. 
Maddock’s Sons Co., Trenton; Harry J. Lyons and William 
Hoolahan, of Keystone Pottery Co., Trenton; T. M. Dobbins and 
F. D. Miller, of Camden Pottery Co., Camden, N. J.; F. W. 
Bamford and W. B. Maddock, of John Maddock’s Sons, Tren- 
ton, N. J.; M. L. Lissberger, of Marks Lissberger & Son, Inc., 
Long Island City; B. L. Lissberger, of B. Lissberger & Co., 
New York; E. M. Rhoads and H. W. Letcher, of the Sanitary 
Co. of America, Linfield, Pa.; G. R. Adams, of Samuel Sloan & 
Co., Rochester, N. Y.; J. A. Machado, The Haydenville Co., 
Haydenville, Mass.; L. S. Rothwell and R. Collings, American 
Pin Co., Waterville, Conn.; Joseph F. Evans, of the Wyoming 
Valley Supply & Mfg. Co., Wilkes-Barre, Pa.; A. E. Rowe, Mal- 
leable Iron Fittings Co., Branford, Conn.; W. C. Birdsall, of 
W. A. Birdsall Co., Newark, N. J.; E. C. Chapin and George 
Collins, of the C. F. Church Mfg. Co., Holyoke, Mass.; Frank H. 
Locke, of the Locke, Stevens & Co., Boston, Mass.; H. S. Fife, 
Kitson Co., Philadelphia, Pa.; John T. Brown, Jr., of Haines, 
Jones & Cadbury Co., Philadelphia, Pa.; A. Y. Meeker, Alberene 
Stone Co., New York; Thos. H. Hutchinson, of Stanley G. 
Flagg & Co., Philadelphia, Pa.; F. H. Boardman, J. D. Johnson 
Co., Brooklyn; John A. Campbell, W. J. Bapst and W. G. Titus, 
of the Trenton Potteries Co., Trenton, N. J.; Thos. H. Hutchin- 
son, The Cahill Iron Works, New York; James W. Winans, 
American Plumbing Mfg. Co., Brooklyn; Henry Stein, New York; 
James P. McPhail, of the James Robertson Mfg. Co., Baltimore, 
Md.;: James A. Messer, John Mitchell, Jr., & Co., Washington, 
D. C.; W. A. Brecht, Krupp Foundry Co., Lansdale, Pa.; A. V. 
Gemmill, of the Speakman Supply & Pipe Co., Wilmington, 
Del.; L. D. Fowler, Charles Millar & Son Co., Utica, N. Y.: 
A. B. McLeod, of the LeValley, McLeod & Kinkaid Co., Elmira, 
N. Y.; Geo. E. Trudel, of Geo. E. Trudel Co., Manchester, N. H.: 
John A. Murray, of John A. Murray & Co., New York; A. ©. 
Marshall, Lincoln Iron Works, Rutland, Vt.; Lester F. Cole, 
of the Geo. H. Cole Supply Co., Troy, N. Y.; M. S. Hunting. 
The Hunting Co., Rochester, N. Y.; W. A. Brecht, J. B. Wise, 
Inc., Watertown, N. Y.; John McClure Chase, The R. C. McClure 
Co., Syracuse, N. Y.; Geo. H. Wobensmith, of the Bridgeman 
Bros. Co., Philadelphia; R. H. Smith, E. Stebbins Mfg. Co., 
Springfield, Mass.; E. S. Thompson, of Haynes-Thompson Co., 
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Philadelphia; Thos. H. Powers, of Salem Brass & Iron Mfg. Co., 
Salem, N. J.; Philip J. Faherty, Lambertville Pottery Co., 
Lambertville, N. J.; H. B. Hallett and J. P. Fell, of the W. A. 
Case & Son Mfg. Co., Buffalo; A. F. Gabel, I. X. L. Pump & 
Mfg. Co., Philadelphia; Joseph A. Vogel, of Joseph A. Vogel 
Co., Wilmington, Del.; W. H. Shurtleff, of Brown-Wales Co., 
Boston; Oscar J. Saxe, of Dalton-Ingersoll Mfg. Co., Boston; 
zeo. L. Kumpf, of Dimock & Fink Co., New York; R. A. Tate, 
Utica Plumbing Co., Utica, N. Y.; A. H. Ross, United States 
Radiator Corporation, New York; A. A. Tomlinson, Virginia- 
Carolina Supply Co., Norfolk, Va.; F. F. Rowell, H. W. Johns- 
Manville Co., New York; Mr. Hassinger, John Trageser Steam 
Copper Works, New York; Thos. Fee, Fee & Mason, New York; 
J. M. Burr, Iron City Sanitary Mfg. Co., Pittsburgh; W. L. 
Blake, of W. L. Blake & Co., Portland, Me.; Frank S. Hanley, 
representing by proxy Benj. T. Peck, Providence, R. I., Keystone 
Sanitary Co., Harrisburg, Pa.; Froelich Bros., Inc., Philadelphia; 
P, A. & S. Small Co., York, Pa.; C. M. & H. T. Plummer, Port- 
land, Me., and The A.-D. Mfg. Co., Detroit, Mich.; W. Catchings 
and J. P. Donohue, of the Central Foundry Co., New York; 
tobert K. Story, New York; H. P. Hallock, of McNab & Harlin 
Mfg. Co., New York; H. Romeyn Smith and D. P. Benjamin, of 
the Detroit Valve & Fittings Co., Detroit; F. W. Broatch, of 
United States Sanitary Mfg. Co., Pittsburgh; E. N. Keyes and 
D. Esperance, Jr., National Tube Co., Pittsburgh; H. J. Klein- 
man, R. G. Williams, Eugene F. Conroy and J. H. Rogers, of 
Central Tube Co., Pittsburgh; Thos. J. Callan, of Peerless Sell- 
ing Co., Evansville, Ind.; A. C. Cogswell, Detroit Sanitary 
Supply Co., Detroit; H. H. Hellerman, of the Penn Engineering 
Co., Philadelphia; H. W. Bishop, Jr., LaBelle Iron Works, 
Steubenville, Ohio; F. H. Love and E. E. Haff, of F. N. DuBois 
& Co., New York; D. J. Dever, of E. B. Badger & Sons Co., Bos- 
ton; G. P. Cartwright, Pittsburgh Valve & Fittings Co., Pitts- 
burgh; H. R. Watson, Lavigne Mfg. Co., New York; W. A. Mills, 
Universal Sanitary Mfg. Co., New Castle, Pa.; C. C. Johnston, 
Newark, N. J.; W. G. McCormick, New York; F. M. Norton, 
New York; E. DeF. Winslow and C. G. Fundinger, ‘‘Domestic 
Engineering,’’ Chicago. 





THE SIXTY-SEVENTH MEETING OF THE CEN- 
TRAL SUPPLY ASSOCIATION. 





The sixty-seventh regular meeting of the Central Sup- 
ply Association was held at‘the Auditorium Hotel, Chi- 
cago, on Wednesday, February 24th. 

The following concerns were elected to membership: 

Hoelscher Bros., Plumbing & Heating Supplies, 1301- 
1311 West Division Street and 1300-1306 West Chapin 
Street, Chicago. 

Good Manufacturing Co., Inc., 303-305 East 134th Street, 
New York, N. Y. 

President C. V. Kellogg presented a most timely and 
valuable paper giving the consensus of opinion of several 
legal authorities on the application of the so-called Clay- 
ton Bill, as related to the business of the members of the 
association, and also reviewed the United States Trade 
Commission Bill in the light of its effect upon business, 
concluding his remarks with a general summary and his 
own opinion on some of the legal features. 

Following the buffet luncheon the members present, 
upwards of 175, listened with special interest to two ad- 
dresses: “Employes’ Compensation and Employers’ Li- 
ability,” by Hon. J. B. Vaughn, Chairman Industrial Board, 
State of Illinois; and “State Legislation and What the 
Business Man Can Accomplish,” by Dudley Taylor, Esq., 
Attorney Employers’ Association of Chicago and As- 
sociated Employers of Illinois. 

After the adjournment of the convention many of the 
members enjoyed the hospitality of C. D. Little, assistant 
secretary of the Crane Co., and L. B. Jenks, at an oyster 
lunch held in the Pine Room of the Hotel Stratford. 

Among the visitors at the meeting were: Daniel G. 
Reed, of the H. B. Smith Co., of Westfield, Mass.; Wil- 
liam R. Stockwell, of the Lord & Burnham Co., of Irving- 
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ton, N. Y., and A. M. Maddock, of the Thomas Maddock’s 
Sons Co., Trenton, N. J. 


The following members were represented as indicated, 
where no name is given, representation was by proxy: 


Anderson, Ind.—May Supply Co., Il. E. May. 

Atlanta, Ga.—Lowry Co., N. A. Harris; General Supply Co. 

Barberton, O.—Pittsburgh Valve & Fittings Co., C. L. Sel- 
kregg. 

Birmingham, Ala.—Hammond-Byrd Iron Co., Chas. W. Badg- 
er, H. Hammond, Wm. M. Byrd, Jr.; Jefferson Plumbers & Mill 
Supply Co. 

Bloomington, Ill.—Keiser-Van Leer Co. 

Bushnell, [ll.—Bushnell Pump Co. 

Canton, O.—The James Mfg. Co. 

Cedar Rapids, Ia.—Chandler Pump Co., Wm. H. Dunshee; 
Dearborn Brass Co., E. S. Seeley. 

Chattanooga, Tenn.—The Cahill Iron Works. 

Chicago, Ill.—The Ahrens & Ott Mfg. Co., C. C. Stringer; W. 
D. Allen Mfg. Co., W. C. Donlevy; American Radiator Co., A. K. 
Root, C. K. Foster, W. H. Hill, R. B. Florshem; Cameron- 
Schroth Co., W. A. Cameron; Chicago Granitine Mfg. Co., J. A. 
Washick; James B. Clow & Sons, W. E. Clow, Jr.; Crane Co., 
Cc. D. Little; The Davies Supply Company, Eugene Buehler; S. 
Deschauer Co., O. J. Deschauer, Fred W. George; Findeisen & 
Kropf Mfg. Co., A. F. Johnson and George J. Blowers; Henion 
& Hubbell, R. C. Mead; Illinois Malleable Iron Co., J. R. Sten- 
eck, John J. Leahy; International Heater Co., D. E. McCabe; 
Kellogg-Mackay Co., C. V. Kellogg; LaBelle Iron Works, Wil- 
mer Wickersham, S. C. Dickey; Mark Mfg. Co., Frank F. Corby, 
Cc. W. Larson, L. P. Sutter, E. A. Ejichell, B. T. Bechtel; The 
Mechanical Rubber Co.; Monash-Younker Co., L. M. Berwin; 
National Plumbing & Heating Supply Co., E. C. Garrity; Na- 
tional Tube Co., L. R. Phillips and W. H. Weber; The Nye Tool 
& Machine Works; Peerless Heater Co., R. N. Wilt; Pittsburg 
Valve & Fittings Co., L. B. Jenks; H. S. Raymond, A. N. 
Hobart; Republic Iron & Steel Co., H. W. Craig, Chas. H. Elb; 
J. J. Ryan & Co., J. J. Ryan; Standard Sanitary Mfg. Co., L. 
B. Fulton; Street & Kent Mfg. Co., W. J. Street; C. C. Todd; 
Spang, Chalfant & Co., Inc., W. M. Thompson; Weil Bros., 
I. Weil; Weir & Craig Mfg. Co., James Weir; Western Plumb- 
ing Supply Co., John J. Tyne; Whitney & Ford, Charles A. 
Ford; S. Wilks Mfg. Co., Edwin W. Sedgwick, H. M. Sedgwick; 
L. Wolff Mfg. Co., John F. Wolff; Youngstown Sheet & Tube 
Co., G. W. Bostwick. 

Cincinnati, O.—The John Douglas Co., C. H. Schulz; Lunken- 
heimer Company, C. Frank Bowes; Merkel Bros. Co., A. A. 
Merkel: Murdock Mfg. & Supply Co. 

Cleveland, O.—Cleveland Plumbing Supply Co.: The E. W. 
Fisher Co.; The Kennedy Co., W. G. Callow; The Monarch 
grass Co.: H. S. Rivitz & Co.; The Welker Supply Co. 

Columbus, O.—Columbus Supply Co.:; Scioto Valley Supply 
Co., H. E. Patrick. 

Dayton, O.—The Dayton Supply Co., J. W. Downer; The 
Philip Haas Co.; McCormick Mfg. Co.; The Vaile-Kimes Co., 
H. W. Kimes, C. E. Burnett. 

Decatur, Ill.—Field & Shorb Co., W. C. Field. 

Denver, Colo.—The Hedges-Atkins-McGee Co.: The M. J. 
O’Fallon Supply Co., C. C. McKenna. 

Des Moines, Iowa.—Globe Machinery & Supply Co., F. W. 
Swanson; L. H. Kurtz Co. 

Detroit, Mich.—A. D. Mfg. Co.; Detroit Brass Works, L. W. 
Tilden; Detroit Lead Pipe Works; Detroit Lubricator Co., H. 
I. Lord; Detroit Range Boiler Co., Er W. Stoddard; Detroit 
Valve & Fittings Co., O. P. Benjamin, F. L. Uhl; Colwell Lead 
Co.: The A. Harvey’s Sons Mfg. Co., Ltd., George G. Harvey 
and James Harvey; Lavigne Mfg. Co., N. A. Henwood; McRae 
& Roberts Co., Chas. A. Dobie; Michigan Plumbing Supply 
Co., Edw. I. Klein; Penberthy Injector Co., Robt. J. Parvin, 
Jr.; Murray W. Sales & Co., Murray W. Sales; Sterling & 
Skinner, R. R. Sterling; James M. Teahan, James F. Redman; 
United States Radiator Corporation, E. E. McNair; Walker 
Mfg. & Supply Co., James M. Walker. ; 

Dubuque, Iowa—Kretschmer Mfg. Co., Fred N. Kretschmer; 
A. Y. McDonald Mfg. Co. A. Y. McDonald, Ira G. Whitney. 

Eau Claire, Wis.—W. H. Hobbs Supply Co. 

El Paso, Texas.—Monsen-Dunnegan-Ryan Co. 

Erie, Pa.—Hays Mfg. Co., Otto G. Hitchcock. 

Evansville, Ind.—Never-Split Seat Co. 

Fort Dodge, Ia.—Leighton Supply Co., E. I. Leighton. 

Fort Wayne, Ind.—P. & H. Supply Co., C. J. Stier; Van- 
Arnam Mfg. Co. 

Fort Smith, Ark.—Meister Bros.-Bracht Co. 

Grand Haven, Mich.—William Heap & Sons, C. R. Heap. 

Grand Rapids, Mich.—Ferguson Supply Co.; Grand Rapids 
Supply Co., Geo. E. Collins; Wolverine Brass Works. 
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Greenville, O0.—The Ross Supply Co. 

Green Pay, Wis.—Murphy Supply Co. 

Houston, Texas.—Keithly Company. 

Indianapolis, Ind.—Central Supply Co., A. Waldbieser; Shirley 
Radiator & Fdry. Co., Sam O. Dugger. 

Kalamazoo, Mich.—Bond Supply Co.; The Enameled Tank 
Co., Carl H. Zwermann and E. V. Brigham. 

Kansas City, Mo.—Kansas City Pump Co.; La Belle Iron 
Works, Hoyle Jones; Mark Mfg. Co., M. E. Purcell; Southwest 
Plumbing Supply Co., F. D. Keeler; U. S. Water & Steam 
Supply Co., H. S. Ferguson. 

Kenosha, Wis.—The Frost Mfg. Co., J. W. Palmer. 

Kohler, Wis.—Kohler Co., Walter J. Kohler and J. B. Murphy. 

Kokomo, Ind.—Standard Sanitary Mfg. Co., A. V. Conradt. 

La Crosse, Wis.—La Crosse Plumbing Supply Co.; W. A. 
toosevelt Co., F. F. Flock. 

Lansing, Mich.—Michigan Supply Co. 

Lincoln, Neb.—Cornell-Wignman-Searl Co. 

Louisville, Ky.—Laib Co., George H. Laib. 

Mansfield, O.—The Barnes Mfg. Co., F. R. Barnes; Hum- 
phryes Mfg. Co., E. C. Strinskey; Ohio Brass Co., W. T. Jame- 
son, Ww. H. Gordon and E. L. Murray. 

Mannington, W. Va. towers Pottery Co. 

Mason City, la.—Mason City Supply Co., A. N. Van Doren. 

Milwaukee, Wis.—F. R. Dengel Mfg. Co., F. R. Dengel; B. 
Hoffmann Mfg. Co., Aug. Seelman; Hoffmann & Billings Mfg. 
(Co.; The Robt. Rom Co., Robt. Rom; Rundle-Spence Mfg. Co., 
ik. R. Spence; Wisconsin Plumbing & Heating Supply Co., Wm. 
Schrubb. 

Minneapolis, Minn.—Central Supply Co., P. J. Frey; D. M. 
Gilmore Co., J. K. Gilmore; Kellogg-Mackay Co., W. F. Wood- 
ruff; Mark Mfe. Co., W. H. Bruce; Roberts-Hamilton Co., A. 
G. Heston. 

Muncie, Ind.—Geo. Keiser Co. 

New Orleans, La.—Manion & Co.; Standard Supply Co. 

New York, N. Y.—Central Foundry Co., W. Catchings. 

Noblesville, Ind.—Union Sanitary Mfg. Co., A. B. Pierce. 

Omaha, Neb.—National Tube Co., W. F. Jones. 

Peoria, Ill.—Kinsey & Mahler Co., Warren Kinsey. 

Phoenix, Ariz.—The J. H. Mulrein Plumbing Supply Co. 

Pittsburgh, Pa.—Bailey-Farrell Mfg. Co., George H. Bailey; 
sjowman Supply & Mfg. Co.; A, M. EPyers Co., F. M. Minninger, 
T. L. Lewis; Fort Pitt Supply Co.; Iron City Sanitary Mfg. 
Co., C. F. Mever; Kelly & Jones Co., L. C. Huckins: National 
Tube Co., C. E. Kennish; Wm. B. Seaife & Sons Co.:; Standard 
Mfg. Co., James F. Conran; U. S. Sanitary Mfg. Co., A. H. 
Cline, Jr. 

Portsmouth, 0.—The Standard Supply Co., F. A. Ruhiman. 

Quincy, Ill.—Modern Iron Works, George F. Fischer. 

Rockford, Ill.—Rockford Brass Works, F. D. Keeler. 

Rome, N. Y.—Rome Sanitary Co., Harry Verbeek. 

Salt Lake City, Utah.—Jos. Nelson Supply Co.: West Co., 
Joseph A. West. 

St. Louis, Mo.—American Foundry & Mfg. Co., Joseph C. 
Sanders: John C. Kupferle Foundry Co., W. C. Ehrhardt: Monu 
ment Plumbing Supply Co., Wm. Ivy; N. O. Nelson Mfg. Co., 
A. B. Pierce; Youngstown Sheet & Tube Co., W. B. Blowers. 

St. Paul, Minn.—Cochran-Sargent Co., H. H. Sargent: Union 
Brass & Metal Mfg. Co., R. R. Schultz, P. J. Frey; Western 
Supply Co., J. L. Sullwold;: Crane & Ordway Co. 

St. Joseph, Mo.—P. L. Bristol Supply Co.;: Horigan Supply 
Co. 

Sioux Falls, S. Dak.—Plumbing Supply Co., Chas. D. Symms. 

Springfield, Mo.—Harry Cooper Supply Co. 

Steubenville, Ohio.—La Belle Iron Works, A. E. Walker; W. 
B. Higgins, H. W. Bishop, Jr. 

Sturgis, Mich.—Charles A. Miller Co.; Morency-Van Buren 
Mfg. Co., R. H. Van Buren. 

Terre Haute, Ind.—Frank Prox Co., Herman E. Prox. 

Toledo, Ohio.—American Plumbers Supply Co., H. A. Schling- 
man, F. W. Terwilliger; National Supply Co., Frank Collins; 
Ohio Plumbers’ Supply Co., Wm. H. Rosmer. 

Wabash, Ind.—Honeywell Heating Specialty Co., J. C. Teague. 

Waukegan, Ill.—Northern Brass Mfg. Co., C. S. Johnson. 

Wheeling, W. Va.—Trimble & Lutz Supply Co.: Wheeling 
Sanitary Mfg. Co., F. W. Wheelock; Wheeling Steel & Iron 
Co., C. R. Elliott, J. D. Holloway. 

Wichita, Kans.—Martin Metal Mfg. Co., A. J. Sargent. 

Youngstown, O.—Republic Iron & Steel Co., D. J. Geary: 
Youngstown Sheet & Tube Co., W. E. Manning, W. E. Watson. 





Ebensburg, Pa.—The Evans Plumbing & Heating Co. 
is making arrangement to open an up-to-date establish- 
ment here. E. A. Evans is at the head of the new enter- 


prise. 
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PURCHASES BRASS MANUFACTURING BUSINESS. 





The Biever Manufacturing Co., cf Aurora, IIl., has pur- 
chased the brass manufacturing business of the Western 
Plumbing Supply Co., of Chicago. A. W. Biever is pres- 
ident of this company, and Edwin Bagge is its secretary, 





STACK HEATER CO. TO MOVE TO WORCESTER, 
MASS. 





The Stack Heater Co., of Boston, which recently took 
over the business of the Somerville Manufacturing Co.. 
has leased quarters in the Dean Building, Worcester, 
Mass., and will transfer all its business to that city. 





—_——____ 


KENNEDY VALVE MFG. CO. MOVES OFFICE. 





The Kennedy Valve Mtg. Co., of Elmira, N. Y., will 
on May Ist, next, remove its New York City offices from 
57 Beekman Street, where they have been located for a 
number of years, to 81 John Street. Thomas F. Cushing 
is in charge of this branch. 


“DOMESTIC ENGINEERING” ENLARGSES ITS NEW 
YORK OFFICE. 





The New York staff of “Domestic Engineering,’ headed 
by E. De Forest Winslow and Charles G. Fundinger, 
have recently removed to larger quarters in the Fifth 
Avenue Building at 200 Fifth Avenue, New York city. 
Men in the trade are cordially invited to call at the new 
office—suite 1178, where they will receive a “Domestic” 
handshake and every consideration from Messrs. Winslow 
and Fundinger. 

CHICAGO FAUCET CO. INCREASES CAPITAL 
STOCK. 





The Chicago Faucet Co., of 313 South Clinton Street, 
Chicago, has increased its capital stock from $25,000 to 
$40,000, to provide for greater manufacturing facilities. 
The officers of the company are: A. C. Brown, president; 
Chas. McLean, vice-president and treasurer; E. E. Brown, 


secretary. Beginning on a modest scale some fourteen 


, years ago, the growth of this company has been steady 


and substantial. It has specialized in the manufacture of 
high-grade faucets, sanitary drinking fountains and bub- 
bling cups, and lavatory and kitchen sink fixtures. 


HUTCHISON VAPOR HEATING CORPORATION 
REORGANIZED. 





The Hutchison Vapor Heating Corporation, of Wash- 
ington, D. C., manufacturers of the Hutchison system 
of vapor heating, has been reorganized due to the rapid 
increase in the company’s business. The new company, 
which bears the original name, has been incorporated un- 
der the laws of Virginia with a capital stock of $100,000, 
all common. The officers elected for the ensuing year are: 
Harold B. Chase, president; M. S. Cooley, vice-president 
and engineer; H. E. Hanes, treasurer; M. Frank Hutchi- 
son, secretary. The board of directors consists of: Harold 
B. Chase, H. E. Hanes and M. Frank Hutchison. Mr. 
Hutchison is the inventor of the system, which consists 
of a modulation vapor valve, trap-receiver and damper 
regulator. The company’s engineering department is in a 
position to take up the question of plans and layouts 
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with heating contractors and is well equipped to do this 
work, being under the supervision of M. S. Cooley, M. E.., 
Cornell, 1896, who has had a large experience in the heat- 
ing field. Mr. Cooley was formerly assistant superintend- 
ent of the mechanical division of the United States Treas- 
ury department and he is a member of the American So- 
ciety of Heating and Ventilating Engineers. The main of- 
fice of the company was recently moved from Herndon, 
Va., to enlarged quarters in the Woodward Building, 
Washington, D. C., but a warehouse is still maintained at 
Herndon. 


URE ~ 


ILLINOIS MALLEABLE IRON CO”’S ANNUAL 
MEETING. 





The Illinois Malleable Iron Co., of Chicago, held its 
annual meeting on February 13th, at which the customary 
financial report was submitted, showing the results of the 
year’s operations to have been profitable notwithstanding 
the unfavorable conditions. Out of the year’s earnings 
was declared the usual dividend and a substantial balance 
carried to surplus account. The following officers were 
elected for the ensuing year: President, Henry E. Bul- 
lock; vice-president and treasurer, James E. Bullock; sec- 
retary, William J. Akin, who together with C. F. Drozeski 
and J. R. Steneck constitute the directorate. 





OF NEW YORK 
PORATES. 


WOLVERINE CO. INCOR- 





The Wolverine Company, 314 West Forty-Second 
Street, New York, selling organization for the Wolverine 
Brass Works, of Grand Rapids, Mich., is being incor- 
porated and will hereafter be known as The Wolverine 
Company, Inc. The officers of the company are: L. A. 
Cornelius, president; H. C. Cornelius, vice-president, and 
Kugene A. Pinchin, secretary-treasurer. The company 
has added considerably to its office and storeroom facili- 
ties at the above address. It now occupies three floors 
of the building and the rearrangement of floor space 
allotment in the several departments has greatly aided 
the handling of the company’s business. 


ACTIVITY OF PUBLIC COMFORT STATION COM- 
MITTEE OF CONFEDERATED SUPPLY AS- 
SOCIATIONS. 





The Committee on Public Comfort Stations, of the Na- 
tional Committee of the Confederated Supply Associa- 
tions, is distributing a booklet on the subject, entitled 
“Public Comfort Stations.” This is one of the steps in 
the committee’s commendable campaign for public com- 
fort conveniences. The booklet points out that, “if public 
toilet accommodations are necessary in public and semi- 
public buildings where a large number of people congre- 
gate, how much more necessary are toilet accommodations 
or public comfort stations in city squares, public parks, 
and other places which at times are congested by masses 
of people brought together by business or pleasure.” In 
pointing out the demand for such accommodations, the 
booklet says that the number of people who visited the 
underground comfort station at Thirteenth Street and 
Pennsylvania Avenue, Washington, D. C., during a certain 
month was 86,500. The booklet also takes up plans and 
locations for public comfort stations, giving illustrated 
examples of above and underground stations at different 
places. In the matter of cost, the booklet concludes: 
“The cost of public comfort stations will vary a great 
deal; but leaving out of consideration the extremely 
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elaborate and also the very cheap and flimsy affairs— 
which should not be built under any circumstances, the 
lowest cost of a satisfactory station may be placed at 
about $5,000 complete, and the more elaborate and larger 
ones will run up to $25,000.” 
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“Silent” Brown may or may not be a half-brother te 
the sphinx, that speechless wonder of the ages, but 
whether related or not, his reputation for silence was 
shattered at the 67th meeting of the Central Supply 
Association, which was held at the Auditorium Hotel. 


Lo 2, ae 
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A. C. Brown, President of the Chicago Faucet Co., Chicago. 


this week. He suddenly broke his record for silence when 
for the “Silent Ballcock.” 


he proceeded to “whoop her up’ 
Those who had been laboring under the impression that 
Brown was a sort of human sphinx were surprised when 
they heard him speak words of eloquence upon the sub- 
ject of his ballcock. “Silence is golden,” saith the poet, 
whether applied to filling stomachs, milk cans, coal bins or 
water closet tanks, and it is always appreciated whether the 
receptacle is quarter-full, half-full or all-full. And _ ball- 
cocks, be it said, are, of course, included in this observa- 
tion. 

J. G. DeRemer, formerly with the United Light & 
Power Co., of San Francisco, Cal., has been appointed 
manager of the general engineering department of the 
American District Steam Co., North Tonawanda, N. Y. 
Mr. DeRemer will specialize in plant efficiency, making 
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inspections, repairs, tests and recommendations for the 
purpose of obtaining the greatest efficiency in the opera- 
tion of Central Station heating systems now in operation 
as well as future installations. 

R. J. Fitzgerald, secretary and treasurer of the Iroquois 
Engineering Co., of Chicago, left this week on a trip to 
New Orleans. 


W. S. Babson, manager of the Peerless Pacific Co., of 
Portland, Oregon, spent a day in Chicago this week en 
route to Evansville, Ind. 


J. C. Pearson, president of the Brock Wrench Mfg. 
Co., of New York, is mixing business with pleasure on a 
trip to the Pacific seaboard. 

G. A. Yokum, manager of the Minneapolis branch of 
the Iroquois Engineering Co., was in Chicago last week 
visiting the home office of his company. 


Francis H. Love, export manager of F. N. Du Bois & 
Co., New York City, left on Saturday, February 20, on a 
business trip to South American countries. 

Paul Blatchford, secretary of the Central Supply As- 
sociation, will leave Chicago on March 11th, for a few 
weeks’ vacation at Pine Hurst, North Carolina. 


F. W. Bockway, president of the Bockway Plumbing 
& Supply Co., of Huntington, W. Va., left last week for 
Florida, where he will spend a month’s vacation on his 
orange farm. 


John Mangan, president of the Elgin Brass Co., of 
New York City, has left on a flying trip to the trade 
centers of the Pacific Coast. It is expected that he will 
return about March Ist. 

Frank J. Ryan, who has been connected with the Sani- 
tary Co. and The Paragon Brass Mfg. Co., of Cleveland, 
O., for a number of years, has recently been made sales 
manager of The Royal Brass Mfg. Co., of Cleveland. 

W. P. Davenport, secretary and general manager of the 
W. H. Page Boiler Co., of New York, left this week on 
an extended Western trip. He will call at the important 
trade centers in the Central and Southwestern states and 
along the Pacific Coast. 

Frank R. Noss, ambassador for the Royal Brass Mfg. 
Co., Cleveland, O., is exploring the state of Michigan 
this week in search of business. Frank has just made a 
flying trip through Indiana and reports a very success- 
ful run of business. 

Joseph F. Evans, of the Wyoming Valley Supply Co., 
of Wilkes-Barre, Pa., has sailed for Havana, Cuba, where 
he will sojourn for a few weeks. His friends at the 
Eastern Supply Association Meeting held at the Astor 
Hotel, New York City, last week, gave him a farewell 
entertainment. 

Wm. Grier, of Cincinnati, O., representative of the 
Pierce, Butler & Pierce Mfg. Corporation, Syracuse, N. 
Y., and T. E. Walker, of the General Fire Extinguisher 
Co., of Chicago, Ill., have pledged themselves to devote 
Saturday afternoons to the practice of the game known 
as Hungarian Pool in hopes of some day being in posi- 
tion to compete with Clifford T. Schlemmer and Henry 
Niemes, Cincinnati master plumbers who are adepts of 
the game. 





The B. J. Long Plumbing Co., of Knoxville, Tenn., has 
applied for a charter to operate a general plumbing busi- 
ness in Knoxville. The company is incorporated with 
a capital of $1,000, the incorporators being B. J. Long, 
W. D. Kirk, George E. Turner, Clarence Tarwater and 
Edwin F. Walsh. 
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BERNHARD SMOKELESS BOILER CATALOG. 





The accompanying illustration shows a miniature re- 
production of the front cover design of Catalog E, il- 
lustrating and describing the Bernhard Smokeless Down- 
draft Boilers, manufactured by the Kanawha Mine Car 
Co., Charleston-on-Kanawha, W. Va., with Western 





branch in Chicago. These boilers are the latest inven- 
tion of J. B. Bernhard and it is said that the poorest 
grade of soft coal can be successfully burned in them 
without smoke. Ernest Mehring, manager of the Western 
branch, 175 Jackson Blvd., Chicago, will be glad to send 
interested parties this catalog on request, mentioning 
“Domestic Engineering.” 





STANDARD REGULATOR CO. ISSUES NEW PER- 
PETUAL CATALOG. 





A neat and novel catalog on the loose-leaf principle, 
with brown cardboard covers, is being distributed among 
the heating trade by the 
Standard Regulator Co., of 
90 West Street, New York 
City. The pages are of heavy 
glazed paper, printed on one 
side only. Each page fea- 
tures a different “Standard” 
product, and is complete in 
itself. The illustrations are 
exceptionally clear and the 
,description comprehensive. 
Among the products manu- 
factured by the above com- 
pany, to which special atten- 
tion is given in the catalog, 
are: Thermostats, radiator 
valves, hot water tank regu- 
lators, hot water boiler draft 
regulators and damper regu- 
lators. Readers of “Do- 
mestic Engineering” who have not received this catalog 
can obtain a copy by writing a card to the Standard 
Regulator Co., at the address given above, and mention- 
ing “Domestic Engineering.” 
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Juvenile Philosophy. 

“Young man,” said the stern parent to his precocious 
son and heir, aged 7, “here is where I pay you the whip- 
ping I owe you.” 

“That ain’t fair, dad,” protested the youngster. “You 
never pay anybody else what you owe them, and I don't 
see why you should make a preferred creditor of me.’— 
Indianapolis Star. 
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Italian Buyers Want Pig Iron. 


Greater capacity was reflected in the reports in the 
steel industry during the past week. Gains were made all 
along the line except in prices. The demand is gradually 
increasing in volume and more men are being employed. 
Several large companies are planning extensions for what 
is believed will be the greatest volume of business in the 
history of the country. However, for the time being dis- 
appointment is felt by producers at the failure of the 
railroads to place more orders for rails and cars. Many 
of the railroads, especially those of the West and South, 
have not purchased their necessary requirements of track 
supplies, including frogs and switches. But a hopeful 
view is taken by producers as they are confident that it 
is a question of time only when large orders will be nec- 
essary to fill the requirements in all branches of the in- 
dustry. 

Shipments of pig iron have increased and the market 
is losing some of the sluggishness which has been appar- 
ent of late. Sales as well as inquiries show great improve- 
ment. The dull foundry trade is looking up and the steel 
mills are increasing their melt. Low grade irons are in 
better demand owing to the increased use of cast-iron 
pipe. The increased tonnage is not as large as hoped for 
early in the year, but there is a buoyancy to the market 
which has not been observed since the European war 
broke out. Signs of improvement are evident in the 
South for the first time in months. England has placed 
an order with the Sloss-Sheffield Co. for 6,000 tons of pig 
iron and another Southern company has sold its entire 
melt for the month amounting to 20,000 tons. Numerous 
small orders for pipe have been placed in New England 
and in New York state. On the whole the outlook is con- 
sidered better than for a long time past. Quotations are 
as follows: 

No. X Northern Foundry, Tidewater, New 


Se ee ee, ee er 
No. 2X Northern Foundry, Buffalo ...... 13.00 to 13.50 
No. 2 Southern Foundry, Birmingham.... 9.50to 10.00 
No. 2 Southern Foundry, Cincinnati....... 13.00 to 13.25 
No. 2 Southern Ohio coke, Cincinnati..... 14.25to 14.75 
No. 2 Northern Foundry, Chicago ....... 13.00 to 13.73 


Copper Market Quiet. 

Although the market in copper was quiet the price was 
maintained at 1434 cents per pound. Some export busi- 
ness was done, this being the source of most of the new 
orders. The break in foreign exchange has unsettled the 
plans of some of the copper producers who have sold 
metal in Europe without specifying the basis of exchange 
and high freight rates and war insurance are also respon- 
sible for an unusual difference in the home and foreign 
markets. Then again the discontinuance of the publication 
of the monthly reports of the Copper Producers’ Asso- 
ciation has had the effect of causing much guessing as to 
the market’s real position. Formerly each month the 
trade had the benefit of figures on refinery output and the 
extent of distribution at home and abroad and now this 
information is not available. Reports from mining cen- 
ters tell of increased production since the middle of Jan- 
uary and the natural deduction is that the refinery pro- 
duction is also increasing. 
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Tin. 

As reported last week the market in tin has continued 
erratic, and while prices ruled higher at New York they 
were relatively far below the asking prices at London. 
There was a good demand for future deliveries, but of- 
ferings were light. Arrivals at United States ports since 
the first of February have been 1,715 tons and cargoes 
afloat for this country amount to 3,800 tons. Spot is 
quoted at 39% cents to 3934 cents. 

Lead. 

Lead is firm but quiet, the price advancing $1 per ton 
for shipment from the West in 50-ton lots. Spot was 
quoted at 3.85 cents in New York, and 3.72% cents at 
East St. Louis. 

Speiter. 

Spelter was the center of attraction in the metal mar- 
kets during the past week, sensational conditions sur- 
rounding the spot position. The price for spot in the 
open market being as high as 9.10 cents in New York 
and 87% cents at East St. Louis. 

Old Metals. 

New York dealers’ buying prices are all nominal, as 

follows: 


Strictly crucible copper...................$12.00 to $12.25 
Light copper ...... TTT es 
Uncrucibled heavy copper.................. 11.50 to 12.00 
Uncrucibled copper wire ................. 11.75 to 12.00 
ST i ie cn awe oe ew aed wees 8.00 to 8.25 
New brass clippings ..................--- 10.25to 10,80 
Ee ne 9.00 to 9.25 
ED son ius Suge ate ace hel wk Shree hae 6.75to 7.00 
EE OS OT PE eae 7.25to 7.50 
I ich oi Sn uy sk bb 4's WS Oo Kak bee 3.25to 3.30 
ys reine ane aka seas he Aa ek ee 3.00to 3.10 





PROCEEDINGS OF AMERICAN SOCIETY OF 
SANITARY ENGINEERING. 





The proceedings of the 1914 convention of the American 
Society of Sanitary Engineering, of which Thomas J. 
Claffy, assistant chief of the bureau of sanitation, Chicago, 
is president, have recently been issued. The volume is 
614x834 inches in dimensions, cloth bound, and with 209 
pages. It is replete with interesting plans, diagrams and 
half tones. The progress in the comfort station move- 
ment is taken up at considerable length, papers on the 
work of plumbing inspectors in various parts of the coun- 
try are published. Among the different subjects ably 
discussed are: “The Effect of Piping on Modern Office 
Building Traps and the Trap Seats in Them,” by the Com- 
mittee on Research; “Standardization of Soil Pipe,” by 
R. R. Rust; “Air Movements in Plumbing Systems,” by 
Prof. James M. White and H. Y. Carson. Those in the 
trade desiring copies of this interesting volume are re- 
quested to write to the secretary of the organization, 
Lawrence J. Lawler, P. O. box 1095, Pittsburgh, Pa. 





Harry L. Blakeslee, who has conducted a plumbing 
and hardware business on South Main Street, Thomaston, 
Conn., has leased larger and more attractive quarters in 
the Bradstreet block and expects to move in the near 
future. 





Fred A. Alden, associated for many years with Barlow 
Brothers & Co., who conduct a plumbing business in 
Waterbury, Conn., has purchased the plumbing business 
of William E. Plummer & Co., of Somerville, Mass. Mr. 
Alden had been a resident of Waterbury for a quarter 
of a century. 
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Minnesota 


2 i OE oe ee 


J. M. Robb & Co., of Wadena, are putting the finishing 
touches on the new municipal heating plant. 

W. J. Horner, of Staples, has the contract for the plumb- 
ing and heating in the new schoolhouse at Vining, Minn. 

Henry Ellis, of Crookston, is fast completing the con- 
tract he has for the plumbing and heating in the new 


Armory building. 
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Detroit and Vicinity. 


The 


caused 


business 
Aubin, of 


of increased some time ago 
Detroit, to move his 
plumbing and heating establishment from 576 St. Aubin 
Avenue, to larger quarters at 665 Gratiot Avenue. Part 
of the new building ts used for display purposes and the 
halance for offices. The old location on St. Aubin Avenue 
is still Recently Mr. St. 
Aubin added a fleet of motor trucks to his equipment to 
carry supplies to and from various parts of the city. He 


pressure 
Edwin 


used for warehouse purposes. 


says he is now able to handle twice as much business as 
formerly. 

Mr. Roos, of Roos & Wood, of Detroit, has been get- 
ting very chesty of late, all because a fine baby boy was 
recently presented to him. Mr. Roos says he has seen 
other babies, but he really thinks his is 
the personification of perfection itself. He hasn't fully 
decided whether Mr. Roos, Jr., will be a master plumber 


hundreds of 


or president of the United States. 

suilding permits in Detroit for January, 1915, agegre- 
gated $1,217,290, as compared with $2,629,260 for the cor- 
responding month in 1914. Permits were for 237 buildings 
and 87 additions. 

Simpson & Adamson, of Michigan City, are about to 
into new quarters. The new establishment is on 
Franklin Street, a block above their present location, and 
is a much larger and better store than they now have. 

A nine thousand dollar contract for plumbing was re- 
cently awarded to the R. J. Mercer Co., of Traverse City, 
for work to be done in the new Beach Hotel at Charle- 


move 


VOIX, 

Bourgeois & DeMelle. Norway, Mich., have just closed 
a $2,100 plumbing contract for the new school at Stephen- 
son. 

|. Soffin, a master plumber of Detroit, filed a petition 
in bankruptcy on Monday, February 8th. 

Grand Rapids and Vicinity. 

The East Fulton Hardware, Heating & Plumbing Co., 
of Grand Rapids, succeeds the firm of R. A. Stonehouse & 
Co., located at 962 Fulton Street. C. Van Houten, 
a resident of Grand Rapids for many years, is general 


Kast 
manager of the new organization. More space has been 
added and a larger stock of supplies will be carried in 
all departments. Mr. Van Houten is alert to the oppor- 
tunities afforded by a growing city, such as Grand Rapids, 
and, as he puts it, “We are going after all the business 
we can get.” . 

The stock, fixtures, and good-will of E. W. Krueger, 
Muskegon, Mich., has been taken over by The Reliable 
Heating & Plumbing Co., a new organization, of which 
James F. Christopherson is general manager. The new 
concern has secured quarters in the building at Western 
Avenue and Franklin Street. 

The Pulte Plumbing & Heating Co., of Grand Rapids, 
has secured the contract for the installation of a vacuum 
cleaning system in the Ypsilanti High School, and the 
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contract for the plumbing installation in the new Knights 
of Columbus Temple, in Grand Rapids. 

The Bay City Plumbing & Heating Co., Ltd., of Bay 
City, Mich., has been incorporated with a capital stock 
of $2,400. 





Edward G. Drexel has engaged in the plumbing and 
heating business at Albany, N. Y., and has erected a 
shop and office building at 689 Third Street. Mr. Drexel 
was formerly connected with Horace Westcott, the well- 
known master plumber of that city. 


L. M. Colyer & Sons, a company organized at Albany, 
N. Y., a year ago to do heating contracting business, 
has recently added a plumbing department to their busi- 
ness and moved into better equipped quarters at 612 
Central Avenue. They have the plumbing and heating in 
sixteen houses, mostly in the Pine Hills section, to start 
shortly. 
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Cincinnati and Vicinity. 

The biggest event of the past week in building circles, 
and what will probably be the biggest of the year, was 
the opening of bids on February 16th for the construc- 
tion of the new Hamilton County Court house in Cin- 
cinnati, which will cost, complete, in the neighborhood 
of $2,500,000. Bids were taken for the general contract, 
including all work necessary to complete the building, 
and also on various parts of the work, with a view to 





A Group of Cleveland Master Plumbers at the Recent State 
Convention in Akron, O. 


enabling the architects, Rankin, Kellogg & Crane, of 
Philadelphia, to determine which system of construction 
will be cheapest and most satisfactory. Over one hundred 
bids were received in all, and their tabulation and the 
report of the architects, with their recommendations, will 
probabiy take several several weeks... Two Cincinnati 
firms submitted lump bids, Harig & Co. offering to do 
the work for $2,176,000 and the Roche-Brunxer Co. for 
$2,295,000. Charles McCall & Co., of Philadelphia, were 
much the lowest bidders on the whole work, however, 
their bid for granite construction being $1,999,900, and 
for limestone $1,763,000. There were several local bidders 
for certain divisions of the work, Harry Niemes putting 
in the following figures: Steam heating plant, $38,496; 
power plant piping, $16,198; plumbing, $68,386. Thomas 
Canary put in a bid of $78,895 on the plumbing. There 
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is a strong movement, backed by the Building Trades 
Council and other interests, to bring influence to bear on 
the building commission to award the contract, or con- 
tracts, to local concerns, it being declared that the work 
can be done on the several separate bids submitted by 
Cincinnati concerns at a figure which will be very little, 
if any, higher than the lowest bid made by out-of-town 
concerns, and the importance of keeping the large amount 
of money involved at home, is strongly urged. As the 
outstanding big job of the year, the awarding of con- 
tracts will be awaited with considerable interest. 

H. S. Rivitz & Co., of 2114 Ontario Street, Cleveland, 
are adding a heating department to their plumbing busi- 


ness. 


Indiana 


C. H. Shirley, a plumber of Orleans, Ind., has just com- 
pleted work on the new Corydon School building, at 
Corydon, Ind. He has handled a number of other jobs 
in Corydon lately, including plumbing installations for 
Arthur Richert and J. C. Bottoriff, as well as installing 
the heating and plumbing fixtures in the Corydon Library. 
A hot water heating system in a residence owned by 
James L. Morris, and one for W. E. Cook were also 
installed by Mr. Shirley. 

Wallace Bros., of LaFayette, report an exceptionally 
good year. They recently purchased a 1915 model Buick 
truck to take care of their constantly increasing business. 
Among the larger contracts they are working on are the 
following: Plumbing and heating in the seven-story fire- 
proof LaFayette Loan & Trust Co.’s building; plumbing 
and heating in the four-story Reifer Furniture building; 
plumbing and heating in the four-story Journal building; 
heating in the new greenhouses at Purdue University; 
plumbing and heating in the St. James Lutheran Schoo!: 
heating in the Elks’ Home. 

The New Albany Water Co., of New Albany, Ind., con- 
templates the installation of a filtration plant in com- 
pliance with an order issued about a year ago. The 
new plant will cost about $100,000. 

A new Coliseum building is to be erected shortly at 
Evansville, Ind., the cost to be approximately $250,000. 
The county is to pay one-half of the cost of the build- 
ing. Contracts have not been awarded. 





Kansas 


The Gustafsen Plumbing Co., 112 East Seventh Street, 
Topeka, is installing the plumbing fixtures in three one 
and one-half story residences which are being erected at 
a cost of $2,500 each, at 1126 Quincy Street, 1711 Park 
Street, and 206 Knox Avenue. The Gustafsen concern is 
also installing the plumbing in a couple of other two- 























story and basement residences ($12,000 each), which are 
being built in another part of the city. 

The Kansas Master Plumbers’ Association is today 
one of the progressive organizations of the National 
Association. In membership the organization has steadily 
increased, until it is today one of the most stable and 
virile western bodies connected with the National. The 
leaders and moving spirits in the Sunflower aggregation 
of domestic engineers are men full of enthusiasm and 
energy, who keep close step with modern progress. 

Building operations in Topeka, Kansas City and other 
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large cities in the Sunflower State are becoming brisker 
as spring approaches. Reports from leading contractors 
indicate that a busy year is anticipated, and that the 
spring and summer months will not be idle ones. Mas- 
ter plumbers and fitters, while not deluged with ccn- 
tracts at the present time, are, however, normally active. 
A fair degree of activity is reported on residential work 
in and about the principal cities and towns. 

According to the expectations of the live and aggres- 
sive members of the Kansas Master Plumbers’ Associa- 
tion, the next annual convention of that organization, 
which will be held at Wichita on March 8 and 9, will 
be one of the liveliest in the history of this Association. 
Elaborate plans are being made to make this annual get- 
together of educational value to all who attend. The 
exhibit hall in which a considerable array of plumbing, 
heating and kindred specialties will be on display, will 
no doubt be a feature of the convention. 
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Plumbing Inspector William D. Grady, of Woonsocket, 
former Alderman Peter B. Mulvey, who is a master 
plumber, and Leon L. Duval, representing the journeymen 
plumbers, have been chosen as a board of plumbing exami- 
ners for the city of Woonsocket. There was a lively con- 
test for second place on the board between Mulvey and 
Willis E. Hope, the vote of the city council which elected 
the board, standing 11 to 8 in favor of Mulvey. 

Proposals for furnishing and installing plumbing and 
heating in two Pawtucket school houses, the Abbott Street 
and the Newport Avenue Buildings, have been received 
by the school committee. There were a large number of 
bids, some concerns bidding for the entire contract and 
others for portions of it. The lowest figure submitted 
for the work as a whole was made by Frank Dupuis, 
whose bid was $13,467. The Samuel Jackson Co. bid 
$15,000 for the same work and the Henry L. Graham Co. 
$16,600. Awards are to be announced later. 


—w—S eae 
bucky 
Louisville and Vicinity. 
C. H. Hargis & So., of Franklin, Ky., 
a plumbing department to their establishment. An ex- 
perienced man has been placed in charge. 
J. H. Burwinkle and Carl H. Burwinkle, his son, of 2223 


South Brook Street, Louisville, have just completed a big 
plumbing installation at the plant of the O. K. Stove & 








recently added 


Range Co. 

The postmaster at Henderson, Ky., has been authorized 
to advertise for bids on a sterilizing and filtering plant to 
be installed in the basement of the Federal Building. The 
plans call for a small plant to furnish pure drinking 
water for about thirty employes. 

Ben Hurst, manager of the Richmond Plumbing Co., 
of Richmond, Ky., was recently awarded a contract for 
the heating plant, plumbing and electrical equipment in 
a new school building at Pineville, Ky. A contract for 
similar work in a new High School building in the same 
town was also received recently. 

John Maher and Dan J. Hollearn, of Mt. Sterling, Ky., 
recently formed a partnership agreement establishing 
the new plumbing firm of Hollearn & Maher. This con- 
cern will occupy a building formerly occupied by the Mt. 
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Sterling Gas Co. Martin Hollearn, a son of Dan J. 
Hollearn, will be associated with the new firm. 

F. A. Clegg, president of F. A. Clegg & Co., heating 
and ventilating engineers, of Louisville, has returned from 
a three weeks’ trip to Lake George, near Jacksonville, 
Fla., where as a member of the Juniper Hunting Club, 
he spent a vacation. Hugh L. Nevin, a local plumber 
and architect, is still at the preserve, but will return 
shortly. 

J. J. Fitzgerald, of Lexington, Ky., recently bought the 
plumbing and heating departments of the Lexington 
Builders’ Supply Co., including all stocks carried by the 
company, and will take with him the former employes 
of the plumbing department. Mr. Fitzgerald was former- 
ly in business at Maysville, Ky., but has built up a big 
business in Lexington during the past ten or twelve years. 
He recently completed a big plumbing installation in the 
tallest building in Lexington. 


Connecticut 


|_Connecticut | 


Plumbing business continues extremely active through- 
out Connecticut and many new contracts are reported as 
having been awarded during the past fortnight, most of 
them for work in connection with two or three-family 
dwelling houses. 


- Hartford. 


Halford & Hall, plumbing and heating contractors, for- 
merly located at 378 Trumbull Street, Hartford, have 
opened a new establishment at 22 Park Street. 

The new residence on Scarborough Street being built 
for Harold G. Hart is nearing completion. Hanlon & 
Murphy, of Hartford, have the plumbing contract. 

Edward Mahl, of 270 Trumbull Street, Hartford, has 
been awarded the plumbing contract on the school being 
erected on Weathersfield Avenue for the South School 
District. Libby & Blinn secured the heating contract and 
the Spencer Turbine Cleaner Co. will install a vacuum 
cleaning system. 

Bridgeport and Vicinity. 

Edward Creevey, former United States consul to the 
Azores, was the chief guest and speaker at the annual 
dinner of the Bridgeport, Conn., Master Plumbers’ Asso- 
ciation held at the Hotel Stratford in that city on the 
evening of February 11th. Prior to his appointment to 
the diplomatic service Mr. Creevey was engaged in the 
plumbing business at Canaan, Conn. About sixty mem- 
bers of the association and their friends attended the ban- 
quet, which was presided over by President Edward 
Lynch. After the dinner and speechmaking there was 
dancing. The affair was declared to be the most success- 
ful social event in the history of the organization. 

William J. Henry has taken over the entire business of 
the Henry Plumbing Co., of New Canaan, Conn., all of 
the other partners having retired. Mr. Henry will con- 
tinue the business under the same firm name. 


New Haven and Vicinity. 


The contract for the plumbing and heating in the two 
houses on De Witt Street for Harry Mendelsohn has 
been awarded to Morris Blatter, of New Haven. 

The Herpich Co., of New Haven, will do the plumbing 
in the residence of Miss Henrietta I. Hoadley, to be 
erected on St. Ronan Street. The building will cost about 
$30,000. The other contracts have not as yet been let. 
Work is well under way on the three-family house on 
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Coftage Street being erected for E. and H. Bassett. Ter- 
man & Lear, of New Haven, are installing the plumbing 
and heating. 

Other Cities in the State. 

One of the busiest plumbers in central Connecticut is 
Louis Croll, of 39 Hartford Avenue, New Britain, whose 
store front is shown herewith. Mr. Croll is not only busy 
in New Britain, but extends his trade to surrounding 
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Louis Croll’s Plumbing Establishment in New Britain, Conn. 


towns and secures a lot of business in Hartford. There 
is an excellent trade school in New Britain, conducted 
by the State where plumbing and heating is taught by a 
master plumber in actual buildings under construction, 
but Mr. Croll almost has enough material for a trade 
school of his own, as shown in the picture, where his 
three small sons, Isidore, David and Leon, are pho- 





A Lesson in Pipe Cutting and Threading. 


tographed taking a lesson in pipe cutting and threading 
from their grandfather who is 80 years of age. Three gen- 
erations and all hustlers! 

The Manchester Plumbing & Supply Co., of South Man- 
chester, has the contract for the plumbing and heating 
in the new two-family house on Spruce Street being 
erected for Emmanuel Peterson. This concern also has 
the plumbing and heating contract for Joseph Albertson’s 
new residence at Green Hill. 

T. E. Montgomery has the plumbing contract and 
Richard & Chard the heating contract for the new theater 
being built in Norwalk for Samuel Kantor. 

All of the sub-contracts for the Cedar Street school in 
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Norwalk have now been let. Jones & Hotchkiss were 
awarded the plumbing contract and the Johnston Heat- 
ing Co., of New York City, the heating contract. 

W. P. Loeffler & Sons have purchased the plumbing 
business of the Michael Clancy Estate at 892 Bank Street, 
Waterbury, Conn., and will continue the business at the 
same location. 

Wm. M. Raymond & Co., of Stamford, has _ been 
awarded the contract for the plumbing and heating in 
the house being erected at Shippau Point by Barzaghi & 
Vought. 

Thomas A. Walker has been awarded the contract for 
the plumbing to be installed in the new block on Main 
Street, in Torrington, being erected for Miss Helen Zim- 
ple. 


The two double houses being erected on Freeland 
Street, Torrington, are nearing completion. Charles 
Prudleon is installing the plumbing. 

The Wallingford Plumbing & Heating Co., of Walling- 
ford, Conn., filed a preliminary certificate of dissolution 
on February 4th. 

Jones & Hotchkiss Co., of Norwalk, are installing the 
plumbing and heating in the Lockwood residence on 
France Street. 

Fred A. Lennon has opened a plumbing establishment 
at 11 Bissell Street, South Manchester. 


















Massachusetts 


Steps towards the erection of public comfort stations, 
which are now required by law in all cities in Massachu- 
setts having 10,000 or more inhabitants, are being taken in 
several municipalities with a view to beginning work in the 
spring. In the city of Everett Alderman Faulkner has 
secured the passage of an order calling upon the mayor 
to appoint a special commission to take up the matter 
of public comfort stations. In New Bedford, where the 
proposition has been brought up annually for several 
years, interest is being revived and a joint committee of 
the two branches of the city government has been named 
to look into the matter. In Melrose a committee of the 
aldermen is considering plans for extensive remodelling 
of the city hall building which call for the installation of 
comfort stations for both sexes. Similar steps have been 
taken in other Massachusetts cities. 

QO. S. Kendall & Sons, one of the oldest firms in 
Worcester, engaged in the plumbing,, heating and venti- 
lating business is to withdraw from the field March Ist. 
The elder Kendall, who for many years was treasurer 
of the State Master Plumbers’ Association, died about a 
year ago and since that time the business had been con. 
ducted by O. S. Kendall, a son. It was announced in 
December that negotiations were in progress to sell the 
business to a Chicago concern, but the sale did not take 
place and since that time no further offers have been 
received acceptable to the owner. 

Reardon Bros. & Sons, of Lynn, have been awarded the 
contract for installing a complete new plumbing system 
in the Osmond Building, which was recently seriously 
damaged by fire. The building was used for hotel pur- 
poses and the plan is to put modern sanitary fixtures in 
every room in the building. The contract is said to be one 
of the best ever awarded in Lynn. 

New quarters have been taken by S. W. Lyon & Co., 
who have been engaged in the plumbing business at 323 
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Main Street, Palmer, Mass. The concern’s address is 
now Holden Block. The new quarters are more commo- 
dious and better fitted for the display of fixtures. 

Another recent change of location is reported from 
Fall River, where William Kennedy, who has been con- 
ducting a plumbing establishment at the corner of South 
Main and Pocassett Streets, has removed to the corner of 
Bond and Durfee Streets. 

The mayor of Holyoke will include in his budget for 
the current year an appropriation for fitting up a women’s 
com.ort station and rest room in a portion of the City 
liail Euilding. 

The Power Heating and Ventilating Co., of Boston, 
formerly located on India Street, has moved into new 


quarters at 63 Beverly Street. 
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San Francisco. 





With the closing days of preparation tor the Panama- 
Pacific Exposition a demand has arisen for about all the 
workmen in the building lines that can be spared from 
regular work in San Francisco and the suburban cities; 
and, while the demand for plumbers has not been so great 
as for other lines, it is said that an unemployed journey- 
man plumber is for the time being a rarity here. A 
number of master plumbers are also busy these last few 
days in finishing up jobs on a number of booths and 
minor buildings at the Fair. A few desirable contracts 
have also been let during the past few days, and there 
appears to be more activity in the city than for a long 
time past. Some big work in the country is now being 
planned. The Shell Co., the Dutch rival of the Standard 
Oil Co., has announced plans for’ the expenditure of 
about $6,000,000 on the Pacific Coast, a large part of 
which will go for oil tanks, filling stations, pipe lines, 
etc. A number of gas manufacturing plants with distrib- 
uting systems are to be built in the smaller towns of 
northern California and in Oregon, a number of inquiries 
for gas pipe having recently been received by local 
houses. The Valley Pipe Line Co., which plans to lay 
175 miles of oil pipe lines from Coalinga to deep water 
at Martinez, Cal., has secured pérmission from the Cali- 
fornia State Railroad Commission for the issuing of 
stock to the value of $375,000 as a preliminary to the 
beginning of operations. 

The big supply houses, pipe jobbers and other con- 
cerns handling heavy goods are greatly interested and 
pleased at the action of the Inter-State Commerce Com- 
mission in allowing the trang-continental railroads to 
meet the competition via the Panama Canal by making 
lower rates for heavy freight bound for San Francisco 
and other Coast ports without proportional reductions 
to intermediate points. The railroads will now establish 
westbound rates from eastern points to San Francisco, 
San Pedro, San Diego, Portland and Seattle only about 
$2 above the cost via the Canal. This is one of the most 
important results so far achieved as a result of the open- 
ing of the Canal and the establishment of a short ocean 
haul at low rates. 

Contracts were let this week by the Leland Stanford, 
Tr., University for extensive alterations on the Lane Hos- 
pital in this city. The Scott Co. secured the contract for 
steam heating and ventilating alterations on the fourth 
floor of the hospital, in the engine room, laboratory and 


Vol. LXX, No. 9 


morgue for $1,030. The Frederick W. Snook Co. will 
make plumbing alterations and new installations to the 
value of $2,180. 

The contracts on the A. Rothberg apartments on Post 
Street, near Larkin, were awarded this week. The plumb- 
ing was awarded to E. V. Lacey for $3,765, and the 
heating to the Scott Co. on a bid of $1,840. 

Kiernan & O’Brien, 1754 Mission Street, report a plumb- 
ing and gas-fitting contract for the Marie A. Musto resi- 
dence at the corner of Vallejo and Divisadero Streets. 
Consideration $2,284. 

frank J. Klimm, 221 Oak Street, secured a substantial 
plumbing contract on a brick building now being erected 
at Eddy and Hyde Streets by W. E. Dean. 


Los Angeles. 


Guerico Bros., of 602 West Sixth Street, have just se- 
cured two contracts for fine residence work, one being 
for C. D. Wrampie. The plumbing installation in this 
residence will be of solid porcelain throughout, and with 
the hot water heating installation will cost $6,500. An- 
other good contract secured is the plumbing installation 
for D. F. Smith, on Hobard Avenue. Consideration, $3,200. 

Plans are being prepared for a three-story addition 
to the Hayward Hotel, Sixth and Spring Streets, which 
will include sixty guest rooms, each with a_ separate 
bathroom. Work will start shortly and will be rushed 
to completion. 

John Hokum, of 4312 Moneta Avenue, has been awarded 
the contract for the plumbing in the Compton Union High 
School. Consideration, $1,533. 

The city of Los Angeles has awarded the contract to 
install plumbing in the Sycamore Grove School House to 


Otto EK. Helmer. 


Other Cities in the State. 

The Archon Co. has announced preliminary plans for 
the erection of a fourteen-story theatre and office building 
at Fourteenth and Franklin Streets, Oakland, at a cost 
of $600,000. The theatre will have a seating capacity of 
2,200. 

LL. J. Todd, a plumber and dealer in well-boring sup- 
plies, located in Blythe, has taken over the tinning and 
sheet metal business of R. B. Philips, and will run it in 
connection with his other lines. 

Plans have now been completed for the central heating 
system to be installed at the Second Church of Christ, 
Scientist, at 34th and Elm Streets, Oakland. The build- 
ing will cost about $70,000. 

J. C. Hurley & Co., of Fresno, were the successful 
bidders for the heating and ventilating system to be in- 
stalled in the new Washington Grammar school in this 
city. Their bid was $12,836. 

A sprinkler system is to be installed this spring in the 
plant of the Benicia Tannery, located in Benicia. A 
$3,305 contract has just been awarded to the Fire Pro- 
tection & Equipment Co. 

The Robinson Hardware Co., of Gilroy, is preparing 
for the erection of a two-story brick building for the 
exclusive use of its various departments. The building 
will be steam heated. 

Henry Laugenour has completed plans for a_ public 
bathhouse and swimming pool together with the necessary 
pumping plant, dressing rooms, etc., for the city of 
Woodland. 

The Board of Trustees of Chino has awarded a con- 
tract for 780 feet of 2-inch standard dipped pipe to L. J. 
Getman. 

Vallejo is in the market for 1,000 feet of 4-inch water 


pipe. 
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Seattle. 

Business among plumbing and heating contractors in 
the city of Seattle, especially, and in the state of Wash- 
ington, generally, is reported to be about the same as 
recently reported, although one would be safe in saying 
that there is a slight “tilt” for the better. While some 
of the larger shops assert that the year will leave a bril- 
liant mark of prosperity to its credit, others as vehem- 
ently declare that the figurative symbol to be left in the 
year’s wake will be of small dimensions and of somber 
hue. 

Seattle architects have considerable new work on their 
boards and figures on a number of business buildings 
and apartment houses will be received between March 
25th and April 10th. New residence construction, such 
as bungalows and cottages, awaits the coming of spring 
and summer. 

The largest contract let during the month of February 
fell to the Rautman Plumbing & Heating Co., 118 King 
Street, same being for the installation of both plumbing 
and heating in the Fischer Building, under construction 
on Third Avenue, between Pike and Pine Streets. The 
structure complete will be five stories in height, of rein- 
forced concrete and_ steel construction, designed es- 
pecially for studios. The plumbing and heating installa- 
tion entails the expenditure of about $10,000. 

W. D. Allen, formerly located in the new Joshua Green 
Building, Fourth Avenue and Pike Street, recently re- 
moved his heating business to the new Stuart Building, 
Fourth Avenue and University Street. Mr. Allen reports 
fair business for the new year to date and an encouraging 
outlook for the immediate future. 

L. A. Sweeney, of Seattle, is making arrangements to 
open a plumbing and heating establishment at North 
Bend, Ore., which he plans to have ready for business 
very shortly. He will be associated with his brother, M. 
Sweeney, a prominent hardware dealer of Philadelphia, 
who has just closed out his business in that city and 
migrated to the Pacific Coast. The company will be 
known as the Bay Engineering Co., with headquarters in 
the Bock Building, Sherman Avenue, North Bend. They 
will carry a full stock of plumbing supplies and will be 
equipped to install plumbing, heating plants, ventilation 
systems, fire escapes, roofing, sheet metal work, etc. The 
company will be general agents in Oregon for the Rector 
Automatic Gas Heating Appliances, and will at once in- 
stall a complete outfit in the building they are to occupy. 
They will also handle a large stock of gas stoves and 
all necessary equipment for installing same. L. A. 
Sweeney has been in business in Seattle for the past four- 
teen years, during which time he has engineered numer- 
ous large contracts. His company recently installed a 
direct heating system for the Rainier Heat & Power Co. 
in a new hotel on Yesler Way, which cost $100,000 and 
recently installed a $15,000 ventilation system for the 
University of Oregon and remodeled the heating plant of 
the Hoffman Hotel, at Eugene. 

The contract for both plumbing and heating installa- 
tions in the new Grand Trunk Dock, being constructed 
to replace the one recently destroyed by fire, has been 
awarded to Norton & Smith, White Building. The gen- 
eral contract for construction is held by Clapp & Laney, 
Burke Building. Webster & Ford, Lyons Building, are 
the architects. The general contract approximates $100,- 
000. The plans call for three stories, the office section of 
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You save time, 
labor and trouble 


and insure most efficient service—not only 
for a few months, but for all time—when 
installing 


RELIABLE 


Vacuum Heating Equipment 


No adjustments necessary when install- 
ing, or later. All adjustments are per- 
manently adjusted at the factory. The 


Air-Line— Return Line Vacu-Vapor 


Systems cover all styles of installations—for all 
kinds and sizes of buildings. With them the de- 
sired heat is assured, in zero or mild weather. You 
should know about the Vac-Ustat, Vacu-Trap, 
Vacu-Check, RELIABLE Automatic Electric and 
Hydraulic Vacuum Pumps, and other Reliable 
Heating Equipment. All RELIABLE Equipment 
is standardized and staple, and sold by representa- 


tive jobbers. 


Two No. 115 
RELIABLE 
Electric Vac- 
uum Pumps, 
and 530 Vac- 
Ustats are in- 
stalled in the 
new Hallen- 








beck - Hunger- 
ford Building, 
New York 
City, illustra- 
ted herewith. 
Wm. E. Aus- 
tin, Architect; 
the Wells- 
Newton Com- 
pany, Heating 
and Ventilat- 
ing Engineers. 








Descriptive catalogs and lists 
of some prominent installations 


will be mailed free on request. 
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“National” in Name 

“‘National”’ in Use and 

“‘National”’ in 
Satisfaction 


—This and more is 
represented by the 
NATIONAL NO. 10 
VENT VALVE. It is 
a scientific device for 
venting mains of all 
air. 

It prevents the 
escape of steam and 
water. 

It has an encased 
expansion post and 
large copper float 
with ball seat. 

Plumbers and 
Steamfitters find it 


absolutely necessary 
for use for Vapor 
Systems. Itis a 


large valve built on 
scientific and  dur- 
able lines, and the 
trade has found that 
our guarantee is as 
gzood as all our 
Products — we stand 
behind them. 

You need this valve, 
and if you want 
more proofs, they’ll 
be gladly sent you 
on request. 


Te 
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National Steam‘Specialty 
Company 
8-10 South Clinton’ Street, Chicago 


Surpless, Dunn & Company 
74 Murray St., New York 
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“Acme” Gasoline 
Water Heater 


in country and suburban homes where 






gas is not available. 

The “ACME” gives 
equal _ satisfaction 
with any gas heater 
on the market. Is 
cheaper for the user, 
and gives you good 
profit. 

Drop us a line on 
your letterhead and 
we will send you 
Catalog and interest- 
ing prices. 


The Acme Specialty Mfg. Co. 


Manufacturers of Gas and 
Gasoline Water Heaters 


W. W. Station Toledo, Ohio 
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the building to have a main waiting room 60x90 ft. The 
warehouse section of the structure will have 24 ft. walls. 
A dry sprinkler line is to extend the entire length of 
the roof. 

Johnson Bros., 4315 Thackeray Place, according to re- 
cent reports, will shortly receive bids for the installation 
of both plumbing and heating in a three-story hotel build- 
ing which they are constructing at 514 Maynard Street 
for Fott & Perry. The structure complete will cost 
about $40,000. 

At a recent meeting of the Port Commission, City of 
Seattle, the general contract for the construction of a 
seven-story, reinforced concrete and tile cold storage 
warehouse at Spokane Street and Whatcom Avenue to be 
built for the City of Seattle, was awarded Harrington & 
Peters, Oriental Building. Consideration $111,000. This 
does not include the plumbing, heating, electric wiring, etc 
It is understood the Port Commission, C. E. Remsberg, 
secretary, will shortly receive bids for all subcontracts. 

The city council and the county commissioners, King 
County, have voted to combine the city and county jails 
in the third floor of the present city hall just as soon as 
the new court house and municipal building, now under 
construction on the block bounded by Fourth and Third 
Avenues and James and Jefferson Streets is completed. 
The work entails the expenditure of more than $50,000 in 
remodeling, installing new cells, plumbing, heating, etc. 

A. V. Williams, attorney at law, New York Block, re- 
cently made public that a syndicate of Portland, Ore., 
which he represents, plans the construction of a five-story 
hotel at Seventh Avenue and King Street, to cost about 
$75,000 complete. Plans for the structure are now being 
prepared and actual construction will begin shortly. 

The Coast Construction Co., 2500 First Avenue, on a 
bid of $35,000, secured the contract for erecting a three- 
story, reinforced concrete wholesale business block on 
the corner of Western Avenue and Pike Street for E. E. 
Simpson, Haller Building. H. Bittman, White Building, 
prepared the plans and is the engineer on the job. Bids 
for the plumbing, heating, ventilating and other sub- 
contracts will be received by the general contractors early 
in March. 

The Kay Co., Inc., will build a three-story brick addi- 
tion to the business block at 1022 East Pike Street to cost 
approximately $24,000. Construction will be carried out 
by Martin & Dugan, general contractors, Northern Bank 
& Trust Building. V. W. Voorhees, Eitel Building, pre- 
pared the plans for the structure, and will shortly receive 
bids for both plumbing and heating. 

The Ernst Hardware & Plumbing Co., 514 Pike Street, 
will install both plumbing and heating in a two-story 
addition to a business block at 11th Avenue and Pike 
Street being built by McRae Bros., American Bank Build- 
ing, at a cost of $24,000. 

Plans for the construction of the seven-story, 120x120 ft.. 
$100,000 hotel building to be built in Olympia, Wash., by 
the Olympia Hotel Co., will be revised by Architect V. W. 
Voorhees, Eitel Building, Seattle, to provide for a steel 
frame building and new bids on the general contract will 
be taken. The subcontracts will be handled by the gen- 
eral contractor. 

Plumbing in the club building under construction for 
the Sons of Norway, 2015 Boren Avenue, will be installed 
by the firm of Ward & Scherer, 111 Pine Street. 

The Peterson Hardware & Plumbing Co., 5311 Ballard 
Avenue, recently signed the following residence plumbing 
contracts: E. T. Lundvall, 5829 Fifth Avenue, Northwest; 
Alvin Johnson, 6530 16th Avenue, Northeast; A. S. Sumar- 
lidson, 2843 West 69th Street; S. Berg, 2308 North 37th 


Street. 
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Plumbing Department. 


1,127,633. Drinking-Fountain. Andrew E. Kenney, North 
Plainfield, N. J. In a sanitary drinking fountain, a casing, 
a valve stem constituting a spout and provided with an 
orifice at its upper end, a guard member threaded on said 
valve stem and having upwardly extending portions rising 
to a point well above the spout and spaced relatively close 
to said spout, an auxiliary guard comprising a cup-shaped 
member threaded on said stem above the guard member, 
surrounding the upper end of the spout, and located within 
the confines of the upwardly extending portions, and a lock 
nut threaded on said stem to hold the two guards in place. 
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1,127,633. 


1,127,849. Water-Meter. Llewellyn T. Barnes, Sea Cliff, 
N. Y., assignor to National Meter Co., New York, N. Y., a 
corporation of New York. In a water meter, a casing con- 
taining a piston chamber, and having a flange, a wall sep- 
arable from the casing and closing said piston chamber, a 
bolt extending through said flange, a frangible washer on 
said bolt and having an edge portion overlying an edge 
of said separable wall, and a nut on said bolt to hold said 
washer in place, said nut being of such diameter as not 
to prevent breaking of the washer. 
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1,128,575. Siphon For Flush Tanks. James W. Berry, 
Iowa City, Iowa. A tank siphon including an annular 
channel, the inner wall of which defines a central opening, 
a bell mounted over the channel and having a depending 
sleeve entering the same, and a U-shaped relief trap dis- 
posed within the central opening and having one arm ex- 
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“NICO” 
BOILER 


There are many reasons 
why “NICO” Round and 


Sectional Boilers always #: 
deliver the goods. ss 
They work right, are #: 
built right, and the price #: 
is right, too. sss 
Let the “NICO” help i 


you to “get in right” with 


N O W—before 
you turn over this page— 
Index 
showing a complete series 
of round and square boil- 
ers adapted for use in con- 
nection with low pressure 
steam, hot water, vacuum 
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Johnson’s New Handy Manual 


on Plumbing, Heating, Ventilating 
and Mechanical Refrigeration 


This is a_ practical 
book for practical men 
by a practical man. It is 
the seventh edition, re- 
vised up to date and en- 
larged by the addition of 
instructive chapters 
Vacuum Cleaning and 
Mechanical _ Refrigera- 
tion. The author, J. W. 
Johnson, learned the 
plumbing and _ heating 
trades from the bottom 
up. He has seen many 
years’ service in workshops and has superintend- 
ed the installation of plumbing and heating sys- 
tems of all descriptions. His ripe experience has 
enabled him to write this thorough treatise on 
plumbing, heating, ventilation, lighting, vacuum 
cleaning and mechanical refrigeration. The fact 
that six large editions have been sold proves its 
value. The large amount of additional informa- 
tion in this edition makes it still more valuable 
than any of its predecessors. Bound in cloth, 
380 pages, illustrated, $1, postpaid. 
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Pump Supremacy 


It is economy to buy the 


Peters Brass Cylinder 
Pitcher Pump 


First cost, only cost. Never 
needs repairs. 

Brass Valve Seat. 

To prevent freezing, 
by raising handle to 
height. 

Neatest and most durable pump 


on the market. 


trip valve 
extreme 


Write for Special Bulletin 


PETERS PUMP CO. 
Kewanee, Ill. Established 1890 





























THE REAL PORTABLE 


VISE- BENCH 


Made to fit any vise. 

Pays for itself on first job in 
cartage alone. 

Easily folded and carried to 
job like any other tool. 

Saves time and labor. 

Requires but few minutes to 
stand it up, fasten to floor, and 
it is ready for use. 

Thousands in use by up-to- 
date plumbers and fitters. 

Write today for booklet con- 
taining full details and names 
of satisfied users. 


STANDARD IRON WORKS 


540-50 W. 58th St. New York City 
































ap “IT’S ALL IN THE SEAL” <———— 
The Original Trane Mercury Seal System 





of Vacuum Heating 





a IT’S ALL 
‘ IN THE SEAI accomplishes more with less 
cost of maintenance than any 
NN other system devised. The 


secret of its efficiency lies in the 


Trane Mercury Seal 


Find out all about it. 
Write today for details. 
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Vacuum Heating Co. 


Patented 1315 Cherry St. Philadelphia, Pa. 

















Detroit Valve 
and Fittings Co. 


Manufacturers of 
Malleabie Iron Fittings and 
Drainage Fittings. 

Special Malleable and Grey Iron 
Castings. 
DETROIT, MICHIGAN 
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tended upwardly through the top of the bell and thence 
back through the top of the bell outside of the sleeve, tiat 
portion of the relief trap above the top of the bell having 
a removable closure. 

1,128,418. Drainage-Trap. Daniel A. Deacon, San 
Diego, Cal. In a structure of the class described, a Y 
waste-head, a pipe extending upwardly and substantially 
at an acute angle to the vertical portion of said Y waste- 
head and a nipple threaded in the lower end of said up- 
wardly extending pipe and into the lower portion of said 
Y waste-head for connecting said Y waste-head to said 
upwardly extending pipe. 








Ira A. Mann, Pittsburgh, Pa. 
construction, a bow! 


Water-Closet. 
wall 


1,128,799. 
In combination in a 
having an enlarged portion at its rear side provided with 
a bearing face adapted to engage the wall, and with an 
outlet therethrough and to the rear of the center of the 
bowl orifice, means for supporting the bowl upon the wall, 
and a siphon passage lying entirely in the bowl, such 
passage having its short leg lying to the side of the 
orifice of the bowl and forward of the rear wall thereof 
and having its long leg at its lower end bent to the 
rear and leading through the said outlet, the said long leg 


closet 


lying in the said enlarged portion. 

1,128,629. Hinge For Water-Closet Seats. Paul Shwab, 
Jersey City, N. J. A of the character described 
comprising a plurality of hinge leaves provided with ex- 
said hinge leaves, a 


device 


tensions, a bar extending through 
spring upon said bar and a block for securing said spring 
in operable position upon said bar, said spring being pro- 
vided with flexible extensions adapted to engage the ex- 
tensions from said hinge leaves as herein specified. 
1,128,528. Sewer-Trap. Oscar D. Ryan, New Lexing- 
ton, Ohio, assignor of one-half to John J. Edmiston, New 
Lexington, Ohio. A sewer trap comprising a hollow body 
having a top opening, an outlet pipe in communication 
with the upper portion of said body, said body being 
shaped to form an upwardly inclined channel-shaped 
spout leading from the base portion of said body into said 
outlet, a funnel leading downwardly from the top open- 
ing of said body to a point approximately midway be- 
tween the base of said body and its outlet pipe opening, 
and a check valve structure arranged to co-operate with 
the lower open end of said funnel, the passageway from 


said structure through said outlet being wholly unob- 
structed. 
1,128,657. Water-Meter. James M. Burton, Long 


Island City, N. Y., assignor to Neptune Meter Co., New 
York, N. Y., a corporation of New Jersey. <A _ meter 
comprising a casing having an inlet and an outlet, an 
intermediate chamber communicating with the 
through an unrestricted straight-flow high-duty passage. 


inlet, 
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a-discharge chamber communicating with the intermediate 
chamber and with the outlet, a proportional-flow passage 
from the inlet to the intermediate chamber and a low- 
duty flow passage from the inlet to the discharge cham- 
ber, a valve to control the flow of the intermediate 
chamber to the discharge chamber, a proportional meter- 


_ 2 ane 
ee od _~ k A (a 
a 4 aaa = 
FRR A 


\ 


Wee a 













OF 


SOT: fs OM 














ing device in the proportional-flow passage, a metering 
device in the low-duty flow passage and a valve to con- 
trol communication between the low-duty flow passage 
and the discharge chamber. 

1,128,980. Guide for Flush-Valves. Herbert Hobble, 
Liberal, Kans. The combination with a flush tank, a 


. . 4 
Yy, ' 
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valve seat in the bottom thereof and a valve in the seat, 
of a buoyant arm pivotally supported at one end and 
having its other end connected directly to the valve, and 
means for unseating said valve. 





Heating Department. 

1,128,426. Inlet-Valve. Clayton Aubra Dunham, Mar- 
shalltown, Iowa. In combination, a valve casing, a non- 
revoluble longitudinally movable valve spindle, a flexible 
diaphragm comprising a series of folds tightly connected 
with said valve spindle at one end with a casing at its 
other end, a guide plate arranged above the flexible dia- 
phragm and tightly secured to said casing at its outer 
margin forming a chamber with the flexible diaphragm 
and provided with an aperture for said valve spindle, a 
threaded head connected with said spindle, and a threaded 
operating nut engaging the threads of said head. 


1,128,467. 





2 
1,128,467. Pipe-Wrench. Guy V. Lewis, Caddo, La., as- 
signor to Beaumont Iron Works Co., Beaumont, Tex., a 
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Found to be the Best 
A great victory for the “HOFFMAN” 


Chosen as the Official 
Heater for the Panama 
Pacific International Ex- 
position. 


The New Improved 


HOFFMAN 


Automatic 
Gas Water Heater 


combines all good fea- 
tures of other heaters, 
and has none of their 
faults. 

Costs less—does more. 
Always satisfactory. 
The “HOFFMAN” is a 
salesman in itself. It will 
pay you to connect up 
with the “HOFFMAN” 
Line. Write for litera- 
ture. 





The Hoffman Heater Company 
Lorain, Ohio 








Tested with the Rest and 
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corporation of Texas. A wrench including a handle having 
—_— fp P—— a recess formed in one side thereof and adjacent one end, 
the said recess being provided with a concave inner wall 


and defining, at its outer extremity, a hook, the adjacent 





















Graduated Packless end face of the handle being transversely curved, a plural- 
Steam Valve ity of arcuate pipe gripping sections, links pivotally con- 
es the chenmiitters necting the sections to each other, and links pivotally con- 
standby. Reliable in necting one of said sections to the handle rearwardly of 

every feature. ‘ , . ; 
Easy to change to said recess and adjacent thereto, the other of said sections 
~My Sigs having a recess formed in the outer face thereof adjacent 
Operates with a its free extremity, the said recess being provided with a 
ell ig gg TB et curved wall defining a hook terminally of the section, the 
you—write for it. hook formed in the said section being adapted to move 
The Dole Valwe Co. over the concave wall of the recess formed in the handle 
208 N. Fifth Ave., Chicago to engage the hook thereof with the curved end face of 
Complete line of Standard Steam the handle disposed for rocking engagement with the 
and Hot Water Radiator Valves curved wall of the recess formed in the said section, the 
said hooks being provided with straight flat co-acting 

inner faces. 

“IN UNION THERE IS STRENGTH” 1,126,544. Work-Stand. Henry Philip Martin, Owens- 
For acloset seat with great strength and extra long life, boro, Ky., assignor to Clarence Frank Martin, Owensboro, 
sesommens and noted the Ky. In a stand, the combination with a top having a 


UNION GUARANTEED SEAT pipe-opening and bolt-holes therein; of a curved mandrel 


It bears the Union Gold and Blue Label—loek for it. having lateral wings adapted to be connected with said 
M. P. BERGLAS MFG. C0., Fulton and Furman Streets., BROOKLYN, N. Y. top by bolts passing through said holes, the face of the 
mandrel having a groove leading to said opening, and a 
sheet metal strengthening rib of V-shaped cross section 
secured beneath said top and bifurcated at one end with 
If you want a sole fone o¢ the crotch of said bifurcation registering with said open- 

; ; . ; ing and the arms thereof folded and bent outward into 
workman, advertise in the Classified wings perforated for engaging the lower ends of said 
Department of ‘Domestic Engineering.” bolts. 


Used by the best houses in the trade. 












































| The Loew Victor Pipe Machine | “ FAT fT re 
4 makes pipe threading easy and reduces 
expense to a minimum. 
Investigate. Write for Catalog and 
details. 
7 THE LOEW MANUFACTURING CO. 
9100 Madison Ave. N. W. Cleveland, Ohio 









































Want to Sell Your Business? 


There are hundreds of men who are seeking loca- 
tions suitable for the establishment of a business of 
their own. One of these men may be the pros- 
pective buyer of your business. The best way to 
find out is through an advertisement in the Classi- 
fied Department of “Domestic Engineering.” 


1,128,778. 








1,128,425. Radiator-Trap. Clayton Aubra Dunham, Mar- 
shalltown, Iowa. In a radiator trap, the combination of a 











WATER wrens SYSTEMS valve, a valve operating chambered expansible member 
PUMPING UNITS provided with a partial vacuum and a volatile liquid, and 
Hand Power, Automatic Electric a spring arranged within said member so correlated to 
bt axe Eaieaues one ‘oetens the partial vacuum as to be normally compressed while said 
before you buy. vacuum is effective and adapted to expand said member 
STANDARD PUMP & ENGINE CO. when the vacuum has been destroyed and said member 
518 Prospect Ave.,N.W. Cleveland, O. becomes defective, and hold the valve down on its seat. 








1,128,414. Ventilator. Wiliam J. Coleman, Hyde Park, 
Mass. A device of the character described including a 
“A NEAT FLANGE” body portion providing upper and lower isolated com- 
partments communicating with the outer air and open- 





ee ing through the walls of the body portion upon the upper 
MODERN and lower sides thereof, adjustable means for admitting 
IRON WORKS air to the lower compartment, independently adjustable 
QUINCY ILL. means mounted within said lower compartment for con- 








trolling the flow of air therethrough, and independently 
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adjustable means for permitting the egress of air through 
the upper compartment. 

1,128,778. Thermostatic Regulating Device. Isaiah Hall, 
Birmingham, England. In a thermostatic regulating de- 
vice, the combination of a gas chamber; a differential ex- 
pansion device extending from the gas chamber; a lever 
pivoted within said gas chamber having its short end in 
contact with said differential expansion device; an abut- 
ment carried by the long end of said lever; a spring con- 
trolling said lever and retaining said short end in engage- 
ment with the differential expansion device; and a second 
lever pivoted at one end and engaged by said abutment. 





OPINION ON ISSUING PLUMBING PERMITS TO 
JOURNEYMEN. 





An interesting opinion on the question of whether a city 
or town may legally refuse to issue plumbing permits to 
licensed journeymen plumbers or, in other words, issue such 
permits only to master plumbers, has been gvien by City 
Solicitor Charles H. Beckwith, of Springfield, Mass. Mr. 
Beckwith, while stating that he has not had an opportun- 
ity to go deeply into the matter, declares that he “has a 
strong feeling” that such a provision in the city ordinances 
would be unconstitutional. 

The case was put up to Mr. Beckwith by a special com- 
mittee of the city government of Springfield which has had 
charge of revising the building ordinances, the committee 
having been asked to insert a paragraph limiting the issu- 
ance of permits to master plumbers. In his answer Mr. 
Beckwith refers to a recent decision in the case of Edward 
Burke, a Holyoke journeyman, who sought a court order 
to compel the Holyoke board of health to issue a plumbing 
permit to him. The court ruled in Burke’s favor on an 
interpretation of the city ordinances declaring that there 
was nothing in the ordinances justifying the board in with- 
holding a permit from Burke. -Since that time the question 
has been a much discussed one in Massachusetts. In his 
communication Solicitor Beckwith says: 

“IT have your communication of yesterday asking my opinion 
on the question whether a provision in the new building ordi- 
nances, in that part thereof relative to the inspection and 
supervision of plumbing, providing in substance that ‘permits 
shall be granted only upon application of registered master 
plumbers’ would be valid; in other words, whether the city 
council has authority to enact such an ordinance. 

“The answering of this question involves the construction 
of the constitution of the United States. On questions of this 
class the Supreme Court of the United States has repeatedly 
been divided since the famous slaughter house cases of 1873. 
November 23rd, last, the supreme judicial court of Massachu- 
setts handed down an opinion in the case of Edward Burke 
vs Board of Health of Holyoke, involving a similar question. 
That case was decided upon an interpretation of the Holyoke 
ordinances, but the opinion of the court sounds to me as 
though the judges felt that a provision of an ordinance like 
that suggested by your question whereby a journeyman 
plumber certified by license issued by state authority to be 
competent to do plumbing would be deprived of an oppor- 
tunity of earning his livelihood by the exercise of his trade 
in a manner recognized by the statutes would be void under 
the provisions of the 5th and 14th amendments to the con- 
stitution of the United States, but in the Holyoke case the 
supreme judicial court declined to decide the question because 
it was not necessary that they should do so in that case. 

“This question was brought to my attention less than 24 
hours ago and I am not ready to give an opinion on so great 
a question with so little consideration, but I havea strong 
feeling that such a provision would be unconstitutional.” 


DOMESTIC ENGINEERING 


Automatic 
Water 
Regulator 


is absolutely 
dependable un- 


der all condi- 
tions. 
A wide range 
of sizes. 
Thoroughly 
tested before 
shipment. 


GUARANTEED to work perfectly for either 
hot or cold water. 

Write for particulars and Catalog “D” of 
“ECLIPSE” Specialties. 


Hughson Steam Specialty Co. 


5019-23 South State Street, CHICAGO 





299 














Plumbers who have used the 


Boston Grease Trap 


say there is no other trap 
*“‘just as good” on the market. 


Collects and holds all grease 
from sinks in hotels, restau- 
rants, residences, etc. 





Accessibility. The Boston Trap is made with an 
unusually large handhole, making it easiest to clean 
out. 

Send for prices and discounts. 


R. Estabrook’s Sons 
1st and C Streets, SOUTH BOSTON MASS. 
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Reliable 
Connections 


For making Flow and 
Return Connectfons 


diator 


The “NEU-WA” 
Radiator Bushing 


has no equal for sim- 
plicity and efficiency’ 
Try it and you will be more 
than satisfied. Ask your 
jobber—or write us. 


Manufactured by 


Neuman-Warnock Co., Beaver Dam, Wis. 


on One End ef Ra- 
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with order. 


Situations Wanted. 





WANTED—IF YOU NEED A NO. 1 


business, write Box 2132, care of ‘‘Domes- 
tic Engineering,’’ Chicago. 2-27 
WANTED—POSITION AS SALESMAN, 


plumbing and heating lines. 
care “Domestic Engineering,”’ 





heating and ventilating man in your 


city preferred. Ten years’ experience in 
Address 2125, 
Chicago. 
2-20; 27 





WANTED—TO HANDLE ON COMMIS- 


line, in Cincinnati and vicinity. 
2129, care “‘Domestic 
cago. 2-20; 27 


sion, a_representative plumber’s brass 
_ Address 
Engineering,” Chi- 





WANTED—MAN 


EXPERIENCED IN 
plumbing and heating business desires 


position. 34, married. Competent to take 
entire charge of plumbing contractor’s 
office Cand earrespondent. Exveri- 
enced collector Accountant Address 
2131, care ‘“‘Domestic Engineering,’’ Chi- 
cago. 2-27 











Situations Open. 





WANTED—SALESMAN 
ing, steam 


The Ahrens & Ott Mfg. Co., San Anto- 
nio, Texas. 


FOR TEXAS 
experienced in selling plumb- 
and mill supplies. Address: 


territory, 


2-13; 20; 27 and 3-6 





WANTED—CITY SALESMAN FAMILIAR 


large central city. 
salary. 
Engineering,’ Chicago. 2-20; 


with plumbing and heating supplies in 
State experience and 
Address 2128, care ‘‘Domestic 
27 & 3-6 





DOMESTIC ENGINEERING 


4c sified Adwe ebisome nts 4 


Advertisements under this heading 4 cents per word per issue, address included. 
To insure insertion copy should be received not later than Wednesday afternoon. 


WANTED — EXPERIENCED SALES- 

men, in every large city and territory, 
to handle vacuum traps and high pressure 
expansion traps. State full particulars in 
answer. Address 2126, care ‘‘Domestic 
Engineering,’’ Chicago. 2-20; 27 


WANTED—SALESMAN FOR CENTRAL 
and Southern Michigan. Must be first- 
class man familiar with both plumbing 
and heating lines. Give full references 
and state salary expected. Address 2127, 
care “‘Domestic Engineering,’’ Chicago. 
2-20; 27 & 3-6 
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For Sale. 


A LIVE PLUMBING AND HEATING 
business. Town of (four thousand. 
State of Washington. Address **Wash- 
ington,’’ care ‘‘Domestic Engineering,”’ 
Chicago. 2-27; 3-6; 13; 20 


FOR SALE—ONE 12-INCH BIGNALL & 

Keeler pipe cutting and threading ma- 
chine complete with belts and pulleys, 
cuts from’ 4% in. to 12 in. Also one 
Borden pipe cutting and threading ma- 
chine that cuts from 2 in. to 4 in. Both 
are in first class condition and bargains. 
Address 2136. care ‘‘Domestic Engineer- 
ing.’’ Chicago. 2-27 














Miscellaneous. 





SELL YOUR SURPLUS COUPLINGS 
and fittings. Write us. The A. & J. 
Mfg. Co., 557 W. Lake St., Chicago. tf. 


A MANUFACTURER’S SELLING AGENT 
in Philadelphia and vicinity, is open 
for a line of plumbers’ brass goods, en- 
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Send cash 






ameled ware, specialties and steam 
goods. Extensive acquaintance in this 
Vicinity. Address 2133, care ‘‘Domestic 


imisainceering,’’ Chicago 2-27 
HEATING ENGINEER HAS NEW, VAL- 

uable and inexpensive vacuum-atmos- 
Pheric steam heating system. Would like 
to join forces with responsible boiler or 
heating firm, with view of exploiting, 
under mutually fair and equitable ar- 
rangements. Address 2134, care ‘‘Domes- 
tic Engineering,’ Chicago. 2-27 











Government Proposals. 

TREASURY DEPARTMENT, Supervising 

Architect’s Office, Washington, D. a 
February 13, 1915.—Sealed proposals will 
be received in this office until 3 p. m. 
March 18, 1915, and then opened, for ex- 
tension and remodeling of plumbing, etc., 
in the United States post office and court- 
house at Auburn, N. Y., in accordance 
with drawings and specifications, copies 
of which may be obtained at this office, 
or at the office of the custodian, Auburn, 





N. Y., in the discretion of the Supervising 
Architect. O. Wenderoth, Supervising 
Architect. 2-20; 27 





TREASURY DEPARTMENT, Supervising 

Architect’s Office, Washington, ED, Ghee 
February 24, 1915. —Sealed proposals will 
be received at this office until 3 p. m. 
March 22, 1915, and then opened, for new 
toilet room, lighting fixtures, etc., in the 
United States post office at Clarksville, 
Tenn., in accordance with the drawings 
and specification, copies of which may be 
had at this office in the discretion of the 
Supervising Architect. O. Wenderoth, 
Supervising Architect. 2-27; 3- é 


























Lampoco Reverse 
Trap Combination 





| bee » modern closet con- 
@ P struction. 
- : Reverse Trap ‘ 


made of 


insuring 
match 
quality. 





No. 5760 
WE TAKE ALL 
Closets are submitted to most rigid test under 
water before shipment. Give satisfactory serv- 
ice first, last and all the time. 


RISKS. 


Write for details, also ask for our Catalog 
“A” on the complete Lambertville Line. 


Lambertville Pottery Co., Lambertville, N. J. 


—the latest word in 


Bowl guaranteed to 
take out up to thirty 
sheets of toilet paper 
with each operation. 


Tank and Bowl 
white vitreous china, 


in color and 


Fitted with best 
trimmings made. 


LAMPOCO 





500 Rooms 


Same pure 


complete 














HOTEL CHELSEA 


West Twenty- Third Street 
At Seventh Avenue 


THE FIREPROOF HOTEL OF NEW YORK 


European plan. 


Room with adjoining bath 
$1.00 and $1.50 
Two persons $2.00 and $2.50 


Room with private bath 
One person $2.00; two persons $3.00 


Suites, parlor, bedroom and bath 
$3.00 and upward 


Three minutes from Pennsylvania Station, ten min- 
utes from Grand Central Station. 
walking distance of shupping and theatre districts. 
Nearest hotel to the steamship piers and to the rail- 
way terminals at foot of West Twenty-third Street. 


Restaurant a la carte and table d’hote. 


fasts, 35c; Luncheons, 50c, and Dinner, 75c. 
Special terms to Tourist Parties. 
New colored map of New York sent free on application. 


NEW YORK 


All Outside Rooms. 
400 Baths 


Within convenient 


Club Break- 
Music. 
































Your interest and ours will both be benefited if you mention “Domestic Engineering” 


in writing advertisers. 






















































